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HISTORY OF THE CODE. 


The Building Exits Code as printed herewith had its origin in the work 
of the Committee on Safety to Life of the National Fire Protection Asso- 
ciation which was appointed in 1913. For the first few years of its existence 
the committee devoted its attention to a study of the notable fires involving 
loss of life, such as the Binghamton Clothing Factory fire, the lroquois 
Theatre fire, the Collinwood School fire, the Triangle Waist Company fire, 
the Arcadia Lodging House fire, and other similar disasters, analyzing the 
causes of this loss of life. This work led to the preparation of standards 
for the construction of stairways, fire escapes, etc., for fire drills in various 
occupancies and for the construction and arrangement of exit facilities for 
factories, schools, etc., which form the basis of the present code. These 
reports were adopted by the National Fire Protection Association and pub- 
lished in pamphlet form as “Outside Stairs for Fire Exits” (1916) and 
“Safeguarding Factory Workers from Fire” (1918). A pamphlet, “Exit 
Drills in Factories, Schools, Department Stores and Theatres,” published 
in 1912 following its presentation by the late committee member Mr. R. H, 
Newbern at the 1911 annual meeting of the Association, although antedating 

4 the organization of the Committee is considered as having the status of a 

Committee publication and has been used with the other pamphlets as a 
groundwork for the present Code. These pamphlets were widely circulated 

S& and put into quite general use. 

The committee continued its activities developing the detailed life 

, safety requirements for additional classes of occupancy until in 1921 the 
National Fire Protection Association was requested by the American 
, Standards Association to accept sponsorship for a Building Exits Code. 
At that time the committee was reorganized to qualify as a Sectional 
3 Committee of the A.S.A., a number of additional members being appointed 
for this purpose. Under new auspices the committee enlarged and ex- 

‘tended its work, revising and perfecting the standards prepared in earlier 
. #years and extending the fundamental principles already developed to in- 
~Jclude additional occupancies. These reports in each year were printed, 
/Spresented to the National Fire Protection Association and duly adopted. 
Ty In the preparation of each occupancy section the groups affected were 
consulted. Material on the proposed codes was published in the technical 
(-and trade press and otherwise given wide publicity. The reports have been 

thoroughly discussed at the conventions of the National Fire Protection 
- 2 Association and have also been presented to the meetings of a number of 
re cooperating organizations. 

_<¢, The present members of this committee have with few exceptions served 
4~for many years, and several have served since the committee was originally 
organized, the members thus bringing to their current work the benefit 
of a background of long experience in the study of fire safety and exit 
syproblems. The first chairman of the committee, Mr. H. W. Forster, was 
responsible for initiating the work, and carried it on until the press of other 

* duties compelled his resignation in 1923. Mr. Sidney Williams of the National 
Safety Council was then selected as chairman carrying the work forward to 
> substantially the point represented by the 1927 edition. Mr. Williams in turn 
= resigned in 1926 and Mr. E. S. Chapin (formerly with the Pennsylvania 
Department of Labor and Industry), was appointed chairman. Mr. John 
Irwin Bright served as chairman from 1930 to 1937. The present chairman, 
Mr. Francis R. Scherer, was appointed in 1937 after several years service on 
“the committee as representative of the National Council on Schoolhouse 
Y) Construction. The secretary of the committee, who has been serving in this 
=capacity since 1921, is Mr. Robert S. Moulton of the National Fire Protection 

_ 4 Association. 
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PRINCIPLES OF EXIT SAFETY 


TWO WAYS OUT 
REMOTE FROM 
EACH OTHER 

jt hm mh he mh tt th 


Additional exits according to number 
of persons and relative fire danger 


EXIT AVAILABLE IN REASONABLE TRAVEL DISTANCE 


High fire hazard 75 feet 
Average hazard 100 feet 
Sprinklered building 150 feet 


EVACUATION DRILLS WELL PLANNED, 


EXIT PATHS MARKED, FREQUENTLY PRACTICED 


UNOBSTRUCTED 
WELL LIGHTED 


wal 
Between 
PLAN VIEWS OF FAVORED TYPES OF EMERGENCY EXITS gabe 
Stair enclosure, usually of masonry, prevents fire on any OR FIRE 
floor trapping persons above. Smokeproof tower is better as AREAS Bt OPENING 
opening to air at each floor largely prevents chance of smoke IN FIRE 
in stairway. Horizontal exit provides a quick refuge, lessens WALL 
need of hasty flight down stairs. AH doors shown are fire j wit 
retardant doors. { FIRE 
DOORS 
Smokeproof Horizontal 
tower exit 


stairway 


FIRE ESCAPES ARE 
MAKESHIFTS, OFTEN 
DANGEROUS 


There's little safety 
where occupants have to 
clamber over window- 
sills to flimsy, steep, 
and weather-swept out- 
side fire escapes. Sub- 


stantial outside stairs 
spall copgeanall ode an: OUTSIDE STAIRS 


SLIDE ESCAPES 


Fire may make fire escapes use- capes may be used to 
less as this picture, drawa from photo- provide exits lacking on 
graph of actual fire, shows. existing buildings. 


4 


BUILDING EXITS CODE. 


TABLE OF CONTENTS, 


| Section Paragraph 
[ No. Title No. 
Introduction and Definitions ...........0...cseeseeceseves 1 
I 
| Part A. 
dc Stairs cand “Stair: Rnclosarey..:.srreccsececss ces case vias 101 
2, Outside Stairs (Fire Escapes) ......sssseeceeseeees aie 201 
Se RAMUDS ng cence sone Vetauvinciacs mega kel aee cee scese sey ee 301 
ih FLO ital TR Rie cea dsie sist Soin pon Oeles Lily TOR MAOH 6 Ue 401 
} DANONE LS ous seaees oe aad ce dk se Cale Weenie Ux ndiamenuu@Enere 501 
6. Baslesand (Corridora.:oc 05s ken sdk cs casi se aiken tates 601 
; Pac BACVAtORS 55.5 cick 15s eaues shire ee nae d es See eT ERR ao 701 
| Oy Galatta ote que wm nak it wate eee es oa 801 
Do, UE: EBCADIER coca cain iv a Stein Fa'a SA Aware sss CE wg a Stal a 901 
j 10s, Aleta Systems. 5 coca sepancscderoansvacsse Coveseere een’ 1001 
AY; Bie: Exit: Desai via celsius santa wis Wee s daa dee cae eke Se 1101 
12:0 Signe and ag Meine ee cise Gelacind s wittel Gnade Ga vate caslee owcwres 1201 
Part B 
ae General Requirements so0s isc des des bes vee veseeese mee gen 2001 
HE BUN io oo ops Aask iecoedeee si Renee 2101 
mde WIRDATUMENE ONOUOR acca dneeivs Reee's 64 vcd sibs osccsa cone cate 2201 
Poe MOCUMIOS PER eeoe yc Ce GER a CLne ETE oo teense Ba ets TaROA ESOT Y 2301 
| 24. Hospitals, Sanitariums and Corrective Institutions ......... 2401 
25. Places of Public Assembly... vicsicsccs saaisidiclgs cas vellednasers 2501 
26. Hotels:and Apartment: Houses: coc vseseccesescacageedace 2601 
| Bis OE MMR on 9 5p sa netnes screc nace ne oar chabnieeheee 2701 
| ENGR gins Se yaiey 6 Geen e RAG SRY ba ae ee RET ee eH (page) 103 
5 


INTRODUCTION. 


1. The purpose of this Code is to specify the number, size and posi- 
tion of exit facilities, sufficient to empty buildings promptly in case of 
fire or other emergency and to provide for construction and protection 
such that there will be no danger to life from fire, smoke or resulting 
panic before buildings are emptied. The Code recognizes that life safety 
is more than a matter of exits; that while in some buildings adequate 
life safety can be secured by means of exits alone, in most cases there 
are various other factors which must be considered. This Code accord- 
ingly covers various matters besides exits which are essential to life safety. 
The Code, for example, gives minimum requirements for construction which 
may be used in buildings of certain occupancies and specifies height limits 
above which buildings of certain construction and occupancy cannot be 
used with safety. The protection of property values has not been con- 
sidered in this Code, although many of the life safety requirements inci- 
dentally contribute towards safety for property values. 


2. While many of the provisions of this Code are necessarily based 
largely on engineering judgment, the principles and the applications of 
the Code have been checked by comparing them with all available actual 
fire experience, as well as with existing legal requirements and recognized 
good architectural practice. It can be readily shown that the buildings 
in which the major losses of life by fire have occurred have fallen far 
short of the standards of this Code. At the same time it is realized that 
neither the height and construction limits nor the exits specified herein 
will ensure absolute safety. The whole matter of life safety is compara- 
tive at best, and no possible code can assure 100% safety under all con- 
ditions. The intent of these requirements is to afford reasonable life 
safety without imposing unreasonable limitations or hardships on de- 
signers and owners. 


3. Attention is called to the fact that the several Engineering 
Standards (Part A) are to be applied only in accordance with the pro- 
visions of the various Occupancy Sections (Part B). It is suggested, 
therefore, that the reader turn first to the particular Occupancy Section in 
which he is interested, later referring back to Part A for details of con- 
struction of the exit facilities. 

4, The present Code includes sections on six occupancies: schools, de- 
partment stores, factories, hospitals and institutions, places of public assembly 
and hotels and apartment houses. It is the intention eventually to add other 
occupancy egress sections to cover all the recognized classes of occupancy. 
Pending the preparation of other occupancy egress sections the principles 
established in Section 20, 21, 22, 23, 24, 25, 26, and 27 may be used as a guide 
in determining exits for types of structures not now specifically covered. 


Scope and Purpose. 


10. Scorr. This Code covers the construction, arrangement and use 
of exit facilities necessary to provide safe means of egress from struc- 
tures, together with such features of construction and protection as have 
bearing on safety of egress. 

. 11. The purpose and intent of this Code is to provide reasonable 
life safety. In cases of practical difficulty or unnecessary hardship, the 
enforcing authority may grant exceptions from this Code, but only when 
it is clearly evident that reasonable safety is thereby secured. 


12. New anp Otp Instatiations. This Code covers both new and 


existing construction. In various sections of the Code specific modifi- 
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cations for existing structures will be found. Except where such modi- 
fications are specifically authorized the requirements of the Code apply 
to both new and old structures and installations. 

No changes or alterations shall be made in any building or structure, 
So hggy new or existing, except in conformity with the provisions of this 

ode. 

Except as may be otherwise specifically provided, no change of oc- 
cupancy, whether necessitating physical alterations or not, shall be made 
in any building or structure, unless such building or structure conforms 
with the requirements of this Code applying to new buildings of the 
proposed new use. 


13. REFERENCE To OTHER Cones. This Code is supplemented by vari- 
ous other A.S.A. American Standard Codes in accordance with the refer- 
ences thereto which will be found in various portions of the text. Copies 
of these Codes are obtainable upon request to the American Standards 
Association, 29 West 39th Street, New York. These Codes are: 


Code of Lighting for Factories, Mills and other places. 

Code of Lighting for School Buildings. 

Safety Code for Elevators. 
‘ ae Code on Floor and Wall Openings, Railings and Toe- 
oards. 


14. This Code makes reference to the standards recommended by 
the National Fire Protection Association for various matters of fire 
protection. All references to these standards in this Code apply to the edi- 
tions current at the date of publication of this Code, as identified by the dates 
in the following list. These standards, obtainable from the National Fire 
Protection Association, 60 Batterymarch Street, Boston, are those on: 


Air Conditioning, Warm Air Heating, Air Cooling and Ventilating 
Systems, 1940. 

Sprinkler Equipments, 1940. 

Central Station Protective Signaling Systems for Watchman, Fire 
Alarm and Supervisory Service, 1940. 

First Aid Fire Appliances, 1938. 

National Electrical Code, 1940. 

Nitrocellulose Motion Picture Film, 1939. 

Photographic and X-Ray Nitrocellulose Films, 1930. 

Private Fire Brigades, 1937. 

Proprietary, Auxiliary and Local Systems for Watchman, Fire 
Alarm and Supervisory Service, 1941. 

Protection of Openings in Walls and Partitions Against Fire, 1939. 

Standpipe and Hose Systems, 1938. 


Definitions. 


20. The word “shall” is mandatory and the word “should” is ad- 
visory. 

21. The word “approved” means approved by the authority having 
jurisdiction, 

22. The word “new” referring to buildings or exit facilities means 
that which is constructed or erected subsequent to the date at which this 
Code goes into effect. The word “existing” refers to that which is already 
in existence at the time when this Code goes into effect. 


Definitions of Building Construction. 


31. Area or Fire Area. The area of any one story included within 
enclosure or fire walls. 
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32. Basement. The portion of a building below the principal story 
which is more than half its ceiling height below grade. 

33. Burprnc Cope. The local regulations governing construction, or 
Federal recommendations, or the Building Code of the National Board 
of Fire Underwriters where no local code is in force. 

34, Butxkueap or Pent House. A superstructure on or above a 
roof. When only an enclosure for stairways, elevators, or elevator ma- 
chinery, tanks, ventilating or other equipment, or for janitor’s quarters, it 
does not constitute a story in the determination of heights in this Code. 

35. Free Area. See Area. 

36. Free Partition. A partition providing an area of refuge from 
fire in a building during the egress of the occupants. 

37. Fire-Reststive. Materials or construction which will satisfac- 
torily resist the effects of severe fire. 

38. Frame Construction. Construction in which wooden frame- 
work forms the structural support for enclosure walls, floors and roof. 

39, Heicut or Bumpinc. The number of stories or the vertical 
distance from mean curb level or ground to the high point of the top of the 
roof beams, or to average height of the gable for roofs with a pitch 
of more than 20 degrees. When fronting on two or more streets of 
different grade, the measurement shall be taken at the mean level of the 
street having the greatest slope. When a building does not adjoin a street, 
the measurement shall be taken from the average level of the ground 
adjoining. 

40. IncomsBustiBLe. Structures or materials which will not readily 
ignite and burn when subjected to fire. 

Nore. Treated wood is not considered incombustible. 

41, Mitr or “Stow-Burntne” Construction consists of substantial 
masonry walls and heavy timber interior construction so designed and 
arranged as to avoid concealed spaces and to expose the least number of 
corners or projections. 

42. Orprnary or Joistep Construction. Construction having en- 
closure walls of masonry with floors and partitions of wooden joist 
and stud construction, 

: 43. Pustic AssemBiy. See Section 25 for definitions of various spe- 
cial terms used in this occupancy section. 


PART A. 
ENGINEERING STANDARDS. 


Section 1. 
STAIRWAYS. 


101. The following requirements apply to all stairways except that the 
enforcing authority may exempt intercommunicating and similar stairways 
not constituting required means of egress which are so located and arranged 
as not to be subject to use as principal exits; provided that in no case shall 
the requirements be waived for enclosures to prevent the spread of fire and 
smoke, except as open stairs to balconies and in other special situations are 
specifically permitted by other sections of this Code. 


General Requirements. 
(Applying to all types of stairs.) 


102. All new stairs (and platforms, landings, etc., used in connec- 
tion therewith) in buildings four stories or more in height and in 
all new buildings of fire-resistive construction shall be of incombustible 
construction throughout. (Handrails are exempted from this require- 
ment.) Treads of stairs and landing floors shall be solid (without per- 
forations). 

103. All stairs, platforms, landings, balconies, and stair hallways 
shall be of sufficient strength to sustain safely a live load of not less than 
100 lbs. per square foot with a factor of safety of 4. 

104. There shall be no variation in the width of treads and the height 
of risers in any flight.” Where variation in heights of risers in different 
flights is necessary on account of varying story heights, such variation shall 
not exceed 3/16 inch. All treads less than 10 inches wide shall have a nosing 
or an effective projection of approximately one inch over the level immedi- 
ately below. 

105. Where material of stair treads and landings is such as to in- 
volve danger of slipping, non-slip material shall be provided on tread 
surface. 

106. The space beneath any stairway built in whole or in part of 
combustible material shall be left entirely open or be completely enclosed 
without door or other opening. 

_ Nore: This is to prohibit closets and similar spaces under stairs. It 
is not to be interpreted to prohibit an enclosed flight of stairs beneath 
another flight. 

: 107. No arrangement of treads known as winders shall be permitted 
in new stairways. 

_ Norte. Winders are permitted only in Class C Stairs, existing stairs 
in existing buildings, and are penalized by reduction in stair capacity 
rating. 

108. Stairways and intermediate landings shall continue with no 
decrease in width along the direction of exit travel, except that existing 
stairs with decrease in width may be accepted, subject to the provision 
that the narrowest point shall determine the rated width for all floors 
above that point (or below in the case of basements). 
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Arrangement and Access. 


109. In buildings of non-fire-resistive construction more than three 
stories high with roofs having a slope of less than one foot in four, at least 
one stairway shall extend through the roof. Where roofs are used for roof 
gardens or similar occupancies, stairways shall be provided in compliance 
with requirements for other parts of the building. Class C stairs may be 
used for access to unoccupied roofs. 

110. Unless otherwise permitted by requirements for individual occu- 
pancies, all stairways shall lead to the street directly or by way of a yard, 
court, or fire-resistive passage (§111) with width at least equal to the aggre- 
gate widths of all the exits discharging through it, except that where two or 
more stairways discharge through such passage, the required passage width 
to serve such stairways may be three-quarters of the combined width of the 
stairways (plus the width necessary to serve required exit doors opening 
into the passage). 

For exception for Department Stores see §2208. 


111. Where stairways discharge through fire-resistive passages (see 
$110) such passages shall be not less than 8 ft. in height for new build- 
ings and 7 ft. in height for existing buildings. Where there is communi- 
cation between the passage and the street floor all such openings shall 
be protected by standard fire doors. In the case of smokeproof towers, 
passages shall be unpierced. 


112, All exits shall be so located that they are readily accessible and 
visible. All stairs which may be used for exit purposes shall be so ar- 
ranged as to make clear the direction of egress to the street. 


Note. This rule is made to prohibit the extending of stairs to the 
basement in such a way that persons descending from upper floors might 
unknowingly continue to the basement. 


113. Every doorway serving an exit stairway shall provide units of 
doorway width at least equal to the number of units of stairway width 
required at that point to serve the floor from which the stairway leads, 


Doors. (See also Section 5.) 


114. Doors shall not open immediately on a flight of stairs, but on a 
landing at least the width of the door. 


115. Doors giving access to stairways shall swing with the exit of 
travel, but where swinging doors are not practicable, sliding doors may be 
permitted by the enforcing authority for Class C stairs. There shall be no 
obstructions to doors or on stairs or landings. Swinging doors during their 
swing should preferably not reduce the effective width of stairs or landings 
(and shall not in Class A stairs) and in no case shall any door at any point 
in its swing reduce the width of stair or landing to less than 36 inches, nor 
when open interfere with the full use of the stairs. 

116. Doors from stairways to outside the building shall swing out, 
and be so arranged as not to restrict the effective width of the stairs. 


Railings. 

117. All stairs shall have walls or well secured balustrades or guards 
on both sides and shall have handrails on both sides. Any stairway 88 
inches or more in width shall be provided with one or more continuous inter- 
mediate handrails substantially supported; the number and positions of inter- 
mediate handrails to be such that there will be not more than 66 inches 
between adjacent handrails. The approach newels of intermediate hand- 
rails shall be at least 6 ft. high. (See §2128 for special requirements for 
schools.) 
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118. Handrails and railings shall be in accordance with the require- 
ments of the A.S.A. American Standard Safety Code on Floor and Wall 
Openings, Railings, and Toeboards, in so far as applicable. 


Lighting and Signs. 


119, Every stairway, the corridors and passageways appurtenant there- 
to shall have illumination and signs in accordance with Section 12. 


Class A Stairs. 


120. Class A Stairs are intended for main stairs for places of public 
assembly or elsewhere, where large crowds must be accommodated. 

121. Stairs shall be at least 44 inches wide. All such widths shall be 
clear of all obstructions except that handrails attached to walls may pro- 
ject not more than 3!%4 inches at each side within the required width. If 
newels project above tops of rails, a clear width of at least 44 inches shall 
be provided between the face of the newel and the face of the wall or 
newel opposite. 

122. Treads and risers shall be so proportioned that the sum of two 
risers and a tread, exclusive of its projection, is not less than 24 nor more 
than 25 inches. No riser shall be more than 7 inches and no tread less than 
10 inches exclusive of its projection. (See §104 for projection require- 
ments. ) 

122A. No flight with less than three risers shall be used, except as 
permitted by §2562 for theatre aisles, 

Note: Ramps should be used where differences in level are small. 

123. No stairway shall have a height of more than 8 ft. between land- 
ings. Intermediate landings on straight run stairs shall have a dimension of 
not less than 44 inches measured in the direction of the run. (Par. 108 con- 
trols the minimum dimensions of other landings.) 

124, The walls at the outer corners of landings should be curved on 
a radius of at least two feet or in a forty-five degree splay not less than 
20 inches wide. The required width of landings of Class A Stairs shall 
not be encroached upon by any door during its swing. 

P 125. Swinging doors only shall be used in connection with Class A 
tairs. 


Class B Stairs. 


126. Class B Stairs are intended for new construction for buildings 
of virtually all occupancies not covered by Class A. The Type B Classi- 
fication is intended also to cover existing stairs in existing buildings where 
Class A Stairs would be specified for new construction. 

127. Stairs shall be at least 44 inches wide. All such widths shall 
be clear of all obstructions except that handrails attached to walls may 
project not more than 3% inches at each side within the required width. 
If newels project above top of rails, a clear width of at least 44 inches. 
shall be provided between the face of the newel and the face of the wall 
or newel opposite. 

128. Treads and risers shall be so proportioned that the sum of two. 
risers and a tread, exclusive of its projection, is not less than 24 nor more 
than 25 inches. No riser shall be more than 734 inches and no tread less 
than , inches exclusive of its projection (see §104 for projection require- 
ments). 

129. No stairway shall have a height of more than 12 feet between 
landings. Intermediate landings on straight run stairs shall have a dimen- 
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12 SECTION 1. STAIRWAYS 


sion of not less than 44 inches measured in the direction of the run. (Par. 

108 controls the minimum dimensions of other landings.) 

; 130. Swinging doors only shall be used in connection with Class B 
tairs. 


Class C Stairs. 


131. Class C Stairs are intended to cover existing stairs which although 
below the standard for new construction (Type B) are acceptable in most 
existing buildings ; also for certain limited applications to roof stairs for new 
construction. 

132. Stairs shall be at least 36 inches wide clear of all obstructions 
other than handrails. The minimum clear width inside handrails shall be 
29 inches. 

133. The pitch of stairs shall not exceed 45 degrees, and the treads, 
exclusive of nosings or projections shall not be less than 8 inches wide. 
Where permitted in new construction, Class C stairs shall comply with §128. 


Substandard Stairs. 


134. In existing buildings where stairs do not comply with the fore- 
going requirements they may be accepted as Class C Stairs subject to the 
following reductions from the rated number of units of width (see §147). 

(a) Excessive Pitch 
45° to 50°, deduct 40% 
50° to 55°, deduct 65% 
55° to 60°, deduct 80% 
(b) Substandard Width of Tread (Does not apply if deduc- 
tion has already been made for substandard pitch). 
7 in. to 8 in. (exclusive of nosing or projection) deduct 20% 
6 in. to 7 in. (exclusive of nosing or projection) deduct 40% 
(c) Wrnvers. Where there are winders measurements of tread 
width and pitch shall be taken at one foot from the narrow end. 
These reductions apply in addition to those of (a) and (6). 
One winding stair tread, deduct 25%. 
Each additional stair tread, deduct 1%. 
(Maximum deduction not to exceed 75%.) 
(d) No stair having an inclination with the horizontal of more 
than 60° nor a tread (exclusive of nosing or projection) of less than 
6 in. shall be permitted in any case. 


Stairway Enclosures. 


135. All stairways, except where in special cases open stairways 
are specifically permitted by occupancy sections, shall be enclosed in 
standard fire-resistive or fire-retardant stair shafts, as specified in the 
following paragraphs. Enclosures shall include all landings or parts of 
floors between stairways which lie in the path of travel down stairways, 
so that once inside the enclosure persons may go from any part of the 
stairway to the outside exit without leaving the enclosure. 


Stairway enclosures shall not be used for storage and shall not contain 
any material or equipment liable to cause fire or panic. 

136. “Monumental” stairs (as used in public buildings, stores, etc.) 
leading from the street floor to the second floor (and the basement), which 
do not constitute required means of exit, are exempted from stairway 


a4 


SECTION 1. STAIRWAYS 13 


enclosure requirements provided that they are effectively cut off at the sec- 
ond floor (and basement) by partitions having fire resistance at least equal 
to that of the required stair enclosure. 

Nore. Such partitions need not be immediately at the head (or foot) 
of the stairs, but when located away from the stairs the space between 
stairs and partition shall not be used for any purpose other than as a 
passageway to or from the stairs. 


Type 1 Enclosure (Smokeproof Tower). This enclosed stairway, 
exterior access, is recommended as the best type, except where balconies are 
subject to exposure by fire in a hazardous occupancy. 

137. Stairways shall be completely enclosed by brick or concrete walls 
or walls of other materials having adequate structural strength and fire 
resistance to withstand a severe fire. The enclosure shall extend from the 
sidewalk, court, or yard level to a roof bulkhead or penthouse, (except 
where §109 permits stairways not extending the full height of the building). 
There shall be no openings in walls separating the enclosure from the 
interior of the building. Fixed or automatic fire windows are permitted in 
an exterior wall not subject to severe fire exposure hazard from the same 
or nearby buildings. The stairs, landings, platforms and_balconies of smoke- 
proof towers shall be solid (unpierced) and made of incombustible ma- 
terials throughout, except that handrails may be of wood. 

138. Stairways of smokeproof towers shall provide continuous uni- 
form egress from the roof and all stories to grade, (except where §109 
permits stairways not extending the full height of the building). 

139. Access to the stairway shall be provided from every story through 
vestibules open to the outside on an exterior wall or from balconies over- 
hanging an exterior wall, but not subject to severe fire exposure hazard. 
Every such vestibule, balcony or landing shall have an unobstructed length 
and width not less than the required width of exit doors serving same, and 
shall be directly open to a street or alley or yard or to an enclosed court 
open at the top not less than 20 feet in width and 1000 square feet in area. 
Balconies or vestibules shall have solid balustrades not less than four feet 
high, or shall have railings complying with the requirements for railings 
of Class A outside stair balconies (§§225, 226). Wall openings exposing 
balconies or vestibules shall be protected in accordance with §234. 

140. Access from the building to vestibules or balconies shall be 
through doorways not less than 40 inches wide for new and 36 inches 
wide for existing towers. These openings and the entrances to the towers 
shall be provided with approved, self-closing fire doors swinging with the 
exit travel. Where locks or latches are provided, they shall be of an 
approved, pressure release type, extending on the latch side not more than 
two-thirds the width of the door. Clear wired glass not exceeding 720 
square inches shall be provided in all doors giving access to the enclosure. 


141. The level of the vestibule or balcony floor shall be placed 
approximately 744 inches below the floor level of each story where climatic 
conditions involve the possibility of blocking doors by snow or ice. In 
mild climates in which this hazard is not presented, the floors shall be 
approximately level. There shall be no step from the vestibule or balcony 
into the stair enclosure. 


Enclosed Interior Stairways. 


142, GENERAL REQUIREMENTS. Doors shall comply with Section 5. 
The width of exit doors shall be not less than the required minimum effective 
width of the stairway; except where two or more stairways discharge 
through a common passageway. (See §110.) 
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The bottom or exit way from the enclosure shall be at least equal in 
fire-resistance to the enclosure. 

The stairs, landings, platforms and passageways connected therewith 
shall be completely enclosed by fire-resistive walls or partitions substantially 
constructed as specified in §§143-145. 

142A. At the top of every new stairway enclosure (except where stair- 
way does not extend to the top story), metal frame and sash skylights shall 
be provided, with an area at least three quarters of the area of the shaft. 

Glazing shall be plain glass protected by a substantial wire screen be- 
neath. In lieu of a skylight, equivalent window openings glazed with plain 
glass, may be provided in penthouse walls. 

Note: This requirement for skylights also applies to other enclosures 
such as elevator shafts which are required by other sections of the code to 
comply with the requirements for stairway enclosures. 

143. Type 2 Enclosure. Brick or concrete walls, or walls of other 
material having structural strength and fire resistance adequate to withstand 
a severe fire. 

144. Type 3 Enclosure. Brick, concrete, hollow building tile or gyp- 
sum block walls, or walls of other material having structural strength and 
fire resistance adequate to withstand a fire of moderate severity. 

145. Type 4 Enclosure. Partitions of wood studs protected on both 
sides with gypsum or cement plaster on metal lath, fire-stopped with incom- 
bustible materials at each floor level, or partitions of other material having 
structural strength and fire resistance adequate to withstand a fire of slight 
severity. ; 

146. Type 5 Enclosure. Partitions of wired glass in metal frame- 
work. 

Note: Wired glass enclosures can be constructed to provide a con- 
siderable degree of fire resistance, but as they may permit persons in stairway 
enclosures to see fire, with consequent possibility of panic, their use is 
seldom recommended except where their primary purpose is protection 
against smoke. 


Unit of Stair Width. 


(Applies to all classes of stairs.) 
147. The unit of stairway width (referred to in occupancy sections as 
a measure of exit capacity) shall be 22 inches. Fractions of a unit shall not 
be counted except that— 
(a) In existing buildings a stairway 40 inches wide may be ac- 
cepted as 2 units. 
(b) A credit of 50% of a unit shall be allowed for 12 inches of 
stair width added to one or more 22 inch units of stair width. 
(c) Substandard Class C Stairs shall be rated at a fraction of 
their actual units of width reduced in accordance with §134. 
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Section 2. 


OUTSIDE STAIRS. 
(Fire Escapes) 


201. Outside stairs (fire escapes) may be used as required means of 
exit only in existing buildings not exceeding six stories or seventy feet 
in height, subject to the provisions of the occupancy section applying. 
Outside stairs shall not constitute more than 50% otf the required exit 
capacity in any case. Outside stairs shall not be used on new buildings. 


Note. Outside stairs or fire escapes are regarded as at best only 
an expedient permitted to remedy deficiencies in the exit capacity of ex- 
isting buildings where conditions do not justify the expense of providing 
additional inside stairways. 


The outside stairs specified by this code are far superior to the 
ordinary fire escapes which are commonly found on existing buildings. 
These utterly inadequate, flimsy, precipitous fire escapes, unshielded 
against fire in the structure to which they are attached, are positively a 
menace because they give a false sense of security. Such escapes are not 
recognized by this Code as exits. 


Even the superior outside stairs constructed in accordance with this 
Code have serious limitations which may prevent their effective use in 
time of fire. Even where window protection is provided conditions may 
be such that fire (or the smoke from fire) on lower floors may render 
the stairs impassable before the occupants of upper stories have had time 
to use them. Outside stairs may be blocked by snow, ice or sleet at 
the time when they are most needed. Persons using outside stairs 
at a considerable height are likely to be timid and to descend the stairs, 
if at all, at a rate much slower than that which obtains on stairs inside 
buildings. This applies to some extent even with the solid tread stairs 
which are specified by this Code in place of the ordinary slatted tread 
construction. Outside stairs or fire escapes are not a usual means of 
egress. Occupants of buildings will not so readily use them in case of 
fire as they will use the usual means of exit, the inside stairway. Because 
they are an emergency device not ordinarily used their proper up-keep 
may be neglected. 

202. Outside stairs, subject to the limitations of 201, shall be treated 
on the same basis as ordinary inside stairs in calculation of exit capacity. 
The reductions of §134 applying to substandard inside stairs apply also to 
outside stairs, 


Types. 
é Pgs The following types of outside stairs are recognized by this 
ode: 
Return platform type, superimposed runs 
Straight run type, with platforms continuing in the same direction. 
Either of these may be parallel to or at right angles to the building. 
They may be attached to buildings or erected independently of them and 
connected by bridges. 
204. The following types of fire escapes are not recognized by this 
Code and are prohibited: 
_ Spiral stairs. 
Ladders in any form, 
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Protection and Arrangement. 


205. Stairs shall be protected against fire in the building (or smoke 
therefrom) in one of the following ways, which are listed in the order 
of desirability: 

a. Stairs enclosed in incombustible towers, affording protection 
against weather, smoke, or fire, and with access through outside bal- 
conies or vestibules. 

Note. This class of protection is not the equivalent of the stand- 
ard smokeproof tower. If enclosures conform to the smokeproof 
tower standard (§§137-141) the exit should be classed as a smokeproof 
tower. If stairs are so enclosed as to be substantially equivalent to 
an inside stairway, they should be so classed and should conform to 
Section 1. 

b. Stairs entirely shielded by blank walls, access from wall open- 
ings to stairs being by balconies. 

c. Stairs shielded by approved stationary metal frame windows 
glazed with wired glass, access from entrance to stairs being by 
balconies. 

206. Where climate is such as to involve the possibility of blocking 
by snow or ice, roofs are recommended for outside stairs, also en- 
closures for stairs of the return platform or superimposed type. 

207. Outside stairs shall be so located and protected that they will 
lead by a safe path of travel to the street, in accordance with §§110-111 
in so far as applicable. 

208. Outside stairs shall extend to the roof where building is fire 
resistive, or where access to an adjoining building is possible from the 
roof or where the roof is accessible by extension ladder from the ground 
or from an adjoining building. In all cases where stairs do not extend 
to the roof, a permanent ladder for the use of the fire department should 
lead to the roof, as specified in §236. 


Materials and Strength. 


209. Iron, steel, or concrete shall be used where structural strength 
is required; elsewhere other incombustible materials may also be used. 
No wood shall be employed (unless stairway is so enclosed as to class 
as an inside stairway as per §205, a. Note). 

210. Balconies and stairs shall be designed to carry a load of 100 Ibs. 
per sq. ft., with a factor of safety of 6. 

Note. This factor of safety is larger than ordinary practice, and is 
recommended because outside stairs and balconies are usually subject 
to weakening through corrosion. 

211. Stairs shall be designed to support a concentrated load of 200 
pounds at the center of each tread with a factor of safety of 6. 

212, Minimum dimensions of any structural metal member shall be 
¥%, in. Except where a suitable fire resistive and waterproof covering is 
provided, no structural metal member shall be employed the entire surface 
of which is not capable of being inspected and painted. 

213. All supporting members for balconies and stairs, which are in 
tension and are fastened directly to the building shall pass through the 
wall and be securely fastened on the opposite side, or they shall be se- 
curely fastened to the framework of the building. Where metal members 
pass through walls, they shall be protected effectively against corrosion. 

214. Balcony and stair enclosures and railings shall be designed to 
withstand a horizontal pressure of 50 lbs. (with factor of safety of 6) 
per running foot of railing or enclosure without serious deflection, and 
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support at walls for such railings or enclosures shall be in the manner 
specified in §213 for tension members. 


Class A—Outside Stairs. 


Note. Class A is a superior type of outside stair, is always recom- 
mended where outside stairs are permitted, and is required under certain 
conditions of height and occupancy. 


Stairs and Balconies. 

215. Stairs shall be at least 44 in. wide. Such width shall be clear 
of all obstructions except that handrails may project not more than 34 
in. into the required width at each side. 

216. The minimum horizontal dimension of any landing, platform, 
balcony, or passageway shall be not less than the width of the stairs 
and in no case less than 44 in. Such dimensions shall be measured in 
the clear inside all enclosures or obstructing parts, except hand rails. 

217. The rise of the stairs shall not be more than 7% in. and the 
tread not less than 934 in. exclusive of nosing (maximum pitch approxi- 
mately 39°). Nosing not less than 1 in. wide shall be provided. 

218. Treads of stairs and balcony floors shall be solid except that 
perforations not exceeding % in. in diameter may be used for purposes 
of drainage. Balcony floors should be pitched to secure drainage. 

Nore. Reinforced concrete, checkered steel plates, and safety floor- 
ings are among the materials available for solid tread and floor con- 
struction, — 

219. Where tread or floor surface is such as to involve danger of 
slipping, suitable non-slip surface shall be provided. 

Note. This paragraph will be amplified by reference to the A.S.A. 
Code on Walkway Surfaces, if this code, when completed, is applicable to 
Outside Stairs. 

. Solid risers for stairs shall be provided, preferably in the 
form of “skirts” extending down from the under side of tread, leaving 
1 in. open space for drainage between lower edge of riser and top of 
tread below. 

221. Winding stair treads shall not be used. 

222. Stairs shall be built permanently to the ground, no swinging 
section being permitted. 

Nore. Where it is necessary to prevent free access from the ground 
to the stairs in order to protect against burglary a door may be placed 
-at the first riser or at a suitable platform. This door shall be opened from 
the stair side by means of approved panic hardware. Such door shall be 
protected from the weather by means of a roof or canopy. (Doors are not 
recommended and should be used only where absolutely necessary.) 

223. The maximum vertical distance between platforms or land- 
ings shall not exceed 12 ft. 

Norte. Designs involving many landings and short flights of stairs 
are not recommended. 

224. The minimum headroom at all points on balconies and stairs 
shall be 7 ft. 6 in., measured vertically. 


Enclosures and Rails. 

225. Enclosures for balconies and stairs shall be provided not less 
than 5 ft. high (for stairs, measure from center of tread). 

226. Enclosures may be of solid, slatted, grille or screen construc- 
tion, in no case with openings having a horizontal width of more than 
3 in.; provided that if a lower rail is employed, not less than 2 in. and 
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not more than 6 in. above the balcony floor, the space above such rail 
may have horizontal openings of not more than 6 in. 


227. Enclosures or rails not less than 36 in. high and continuous with 
the stair rails shall be provided on the stair well side of balcony openings. 


228. Handrails approximately 33 in. above the forward edge of the 
tread (measured in line with the face of the riser) shall be provided on 
both sides of stairs. Construction shall be such that there will be no 
obstructions tending to break hand hold. 


Note. For schools which small children attend, it is advisable to 
provide additional hand rails about 27 in. high. 


Access. 


229. Access to Outside Stairway shall be through doorways flush 
with the floor. 

230. Approved doors or casement windows, swinging with the exit 
travel, shall be used in exit openings. The minimum clear width of in- 
dividual openings shall be 30 in. and the minimum height 6 ft. 6 in. The 
aggregate width of doors or casement windows leading from any story 
to an outside stair shall be at least equal to the width of the outside stair 
or balcony to which they give access. 


231. Doors and casement windows shall swing so as not to inter- 
fere with exit travel or reduce required effective width of openings or 
passageways or balconies. Locks, if employed, shall not require key to 
operate from inside, except as locking be specifically permitted by occu- 
pancy sections for prisons, asylums, etc. Unlocking mechanism shall not 
require stooping to operate it. 


Nore. In factory, mercantile, theatre, school and office buildings and 
in other buildings as required by occupancy sections doors shall be kept 
continually unlocked while buildings are occupied. Where doors are 
required to be kept unlocked and for operating reasons it is undesirable 
to allow unrestricted communication between building and outside stairs, 
doors may be provided with alarms. 


232. No gratings, bars, or other obstructions, shall be placed at 
or over any exit opening (except as provided in occupancy sections ap- 
plying to certain institutional buildings). Fly screens may be permitted 
if they are free from heavy cross members and are arranged to open 
out in a manner which will not interfere with exit travel and are not held 
closed other than by a spring or a simple readily operated latch. 


233. Where doors or casement windows lead to outside balconies, 
the level of the balcony floor shall be approximately 7%4 in. below the sill 
level, where climate is such as to involve the possibility of blocking doors 
by snow or ice; where climate is not such as to involve this possibility 
the balcony should preferably be level with the sill. 


Protection of Openings. 


234. Outside stairs shall be so arranged that they will be exposed 
by the smallest possible number of window and door openings. Openings 
other than those used as a means of exit should preferably have stationary 
metal frames and wired glass. There shall be no transoms over doors. 
Every opening, any portion of which is in the limits specified below shall 
be completely protected by approved fire doors or metal frame wired glass 
windows as follows: 


a. Horizontally. If within 15 ft. of any balcony, platform, or 


stairway, constituting a part of the escape proper. This provision 
does not apply to a platform or walkway leading from the same floor 
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to the escape proper. Protection need not extend around a right 
angle corner (outside angle 270°) of the building except where stairs 
are close to such corner. 

b. Below. If within three stories or 35 ft. of any balcony, 
platform, walkway, or stairway constituting a part of the escape 
proper, or within two stories or 20 ft. of a platform or walkway 
leading from any story. to the escape proper. 

c. Above. If within 10 ft. of any balcony, platform, or walk- 
way, as measured vertically, or from any stair treads, as measured 
vertically from the face of the outside riser. 

_ 4, Top story. Protection for wall openings shall not be re- 
quired where stairs do not lead to the roof. 


235. Where outside stairs are located in courts the least dimension 
of which is less than one third their height, or in alcoves having width 
less than one third of their height and depth greater than one quarter 
of their height, all openings below shall be protected. 


Ladders for Fire Department. 
236. Where stationary ladders are carried from top balcony to roof 
(see §208) the following specifications shall apply: 

a. Material shall be iron or steel. 

b. Rails shall be not less than 2 in. by % in. 

c. Distance between rails shall be not less than 16 in. 

d. Distance between rungs shall be 12 in. in every case, top 
rung to be within 6 in. of the level of the roof line (or parapet, if 
a parapet extends above roof line). 

e. Rungs shall have diameter not less than % in. and be riveted 
in position. 

f. Rails shall be supported at intervals of not more than 10 ft. 

g. Rails shall extend not less than 45 in. above roof line, or 
45 in. above coping or parapet if there is one. 

h. Extension of side rails to roof shall be carried over coping 
or parapet to afford hand hold. 

i. Ladders shall be arranged parallel to buildings, with travel 
either between ladder and building, in which case minimum clearance 
between center of rungs and building shall be 27 in., or outside of 
ladder, in which case minimum clearance between center of rungs and 
building shall be 6% in. 

j. Ladders shall be vertical, or may be positively inclined. No 
negative incline (ladder sloping out over head of person using it) 
shall be permitted. 

See §§262-270 for additional requirements on Lights, Signs, and 
Maintenance applying to Class A Outside Stairs. 


Class B—Outside Stairs. 


: 237. Class B Outside Stairs shall conform to all the preceding re- 
quirements for Class A except as modification of requirements is per- 
mitted by the following. 


Stairs and Balconies. 
_238. Stairs shall be at least 22 in. wide between rails. (Instead of 
44 in. as per §215.) The minimum horizontal dimension of any landing, 
so balcony or passageway shall be 22 in. (Instead of 44 in. as per 
239. The pitch of stairs shall not exceed 45 degrees. Rise shall not 
exceed 9 inches; seven and three-fourths inches is recommended. Treads 
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shall not be less than 9 inches, exclusive of nosing. (Instead of 7% in. 
rise and 10 in. tread as per §217.) 
240. Solid risers (as per §220) are recommended but not required. 


241. Except where outside stairs terminate over streets, alleys or 
private driveways, stairs shall be built permanently to the ground as per 
§222. In other cases stairs may (but are not recommended to) terminate 
in a swinging stairway, to which the following specifications shall apply: 

a. Width of swinging section of stairs shall be at least equal to 
that of the stairs above. 

b. Pitch shall not be steeper than that of the stairs above. 

c. Railings 42 in. high shall be provided similar to those speci- 
fied by §243. 

d. If distance from lowest platform to ground exceeds 12 ft. an 
intermediate balcony not more than 12 ft. from the ground nor less 
than 7 ft. in the clear underneath, shall be provided with width not 
less than that of the stairs and length not less than 4 ft. 

e. Counterweight shall be provided for swinging stairs, and this 
shall be of type balancing about a pivot, no cables being used. 
Counterweight shall be securely bolted in place, except that sliding 
ball weights or their equivalent may be used to hold stairs up and 
to help lower them. Counterbalancing shall be such that a weight of 
150 pounds, one step from pivot will not start swinging section down- 
ward, and a weight of 150 pounds, one quarter of the length of the 
aemeiee stairs from the pivot will positively cause stairs to swing 

lown, 

f. Pivot for swinging stairs shall either have a bronze bushing 
or have sufficient clearance to prevent sticking on account of cor- 
rosion. 

g. No latch to lock swinging stair section in up position shall 
be installed. 

h. Latch is suggested to hold stairs down when they have 
once swung to ground. 

i. Railings shall be designed to prevent any possibility of in- 
jury to persons at head of stairs or on balconies when stairs swing 
downward. Minimum clearance between moving sections where 
hands might be caught shall be 4 inches. 

j. Swinging section of stairs shall not be located over doors, 
over the path of travel from any other exit, nor be in any location 
where there are or are likely to be permanent or temporary ob- 
structions. 


Enclosures and Rails. 


242. On buildings over 5 stories or 60 ft. in height, enclosures and 
rails shall conform to the requirements for Class A (§8§225-228). 

243. On buildings less than 5 stories or 60 ft. in height, enclosures 
may be not less than 42 in. high (instead of 5 ft.). Stair enclosures may 
consist of equally spaced triple railings. 

Where enclosures are not over 42 in. high the upper member 
of enclosure, if of suitable construction and free from obstructions 
tending to break hand hold, may serve as a handrail, instead of pro- 
viding a separate handrail as per §228. 


Access. 

245. Access to Outside Stairs should preferably be in accordance 
with §229, but may be by doors or windows having sills above the floor, 
subject to the provisions of §§246-249, and otherwise in accordance with 
the requirements for Class A. 
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246. Approved doors or casement windows (except as double hung 
windows are permitted by §247) shall be used, swinging with the exit 
travel. The minimum clear width of individual openings shall be 24 in. 
and the minimum height 6 ft. 6 in. 

247.. Where specifically permitted by occupancy sections, approved, 
double hung, metal frame, wired glass windows may be used as a means 
of access to outside stairs, provided that 

a. Windows are counterbalanced and operate readily. 

b. Minimum clear width of lower sash is 30 in. 

c. Minimum clear height of lower sash is 36 in. 

d. Window sill is not less than 18 in. and not more than 30 
in. above the floor of the room from which escape is to be made. 

248. Where sills of door or window openings are over 12 in. above 
floor, one or more steps of equal height, shall be provided, so that top 
step is not less than 12 in. or more than 18 in. below sill. Steps shall be 
full length of window opening and not less than 9 in. wide, exclusive of 
nosings, and as nearly 7% in. high as may be practicable. 

249. Where doors or casement windows give access to balconies, 
balcony floor level shall be in accordance with §233; where double hung 
windows give access to balcony, balcony level shall be not less than 7 
in. nor more than 18 in. below window sill. 

See §§262-270 for additional requirements on lights, signs, and main- 
tenance applying to Class B Outside Stairs. 


Class C—Outside Stairs. 


Class C—Outside Stairs represent a lower standard than Class B, 
and are the minimum permitted under any conditions as a required means 
of exit. These specifications should be used only in checking the con- 
struction of, or making alterations in, an existing fire escape, where it 
is net practicable to make the escape conform to the specifications for 
Class B 

Class C Outside Stairs will be found to have a very small rated 
capacity (see §§202, 134). 

250. Class C Outside Stairs shall conform to the preceding re- 
quirements for Class A, as modified for Class B, subject to the follow- 
ing additional permitted modifications. 

251. Balconies and stairs shall be sufficient to carry a load of not 
less than 90 Ibs. per sq. ft. with a factor of safety of 4. (Instead of 
§210 and §211). 

252. Balcony and stair enclosures and railings shall be of substantial 
sere with support at walls as specified in §213. (§212 and §214 
waived. 


Stairs and Balconies. 

253. Stairs shall be at least 18 in. wide between rails. (Instead of 
requirements of §215 or $238.) 

254. The minimum horizontal dimension of any landing. platform, 
balcony or passageway shall be 18 in. (Instead of 22 in. as per §238.) 

255. The pitch of stairs shall not exceed 60 degrees. Treads shall 
be not less than 6 in. wide, exclusive of nosing. (Instead of require- 
ments of §239.) 

256. Stair treads and balcony floors may be of flat bars on edge, 
or square bars, supported to prevent turning, with maximum spacing 
center to center of 1% in. (8218 waived.) 
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257. Stairs having winders shall not be rejected provided that at 
one foot from the narrow end of the winder the width is not less 
than 6 in. exclusive of nosing (§221 waived). 
ae Winders are heavily penalized in stair capacity rating. (See 
§134. 


Enclosures and Rails. 


258. Enclosures shall be not less than 36 in. high (instead of re- 
quirements of §§242, 243). 

259. Enclosures and railings shall be of substantial construction suit- 
able is the purpose intended. (Detailed specifications of §§226-228 
waived, 


Access 


260. Access to Class C Outside Stairs shall be same as specified for 
a B apc Bae except that balcony floor level may be flush with 
window sill. 


Ladders for Fire Department. 


261. Ladders where used shall comply with the requirements of 
§236 (except that distance between rails of ladders shall be not less than 
12 in.) (8236 c waived), and rungs shall have diameter not less than 5% 
in. per not less than 56 in. square and shall be riveted in position (§236e 
waived). 


Signs and Lighting. 
(Applies to all classes of Outside Stairs.) 


262. Outside stairs and exit ways leading thereto shall have illumina- 
tion and signs in accordance with Section 12 except that the signs shall 
have in addition the words “Ovutsipz Starrs” in plain letters not less than 
2% in. high. 


Maintenance and Painting. 
(Applies to all classes of Outside Stairs.) 


265. Steel members shall be painted before and after erection. 

266. Outside stairs shall be inspected at least annually, and shall 
be scraped and painted as often as necessary to maintain them in proper 
condition at all times. 

267. Outside stairs shall be kept clear of all incumbrances. 

268. Outside stairs shall be promptly cleaned after snow or ice has 
accumulated upon them, 

269. No obstructions such as telephone or lighting wires shall be 
permitted on or near outside stairs. Electric light or power wires shall not 
be directly over or within three feet of outside stairs or balconies, unless 
such wires are enclosed in rigid conduit. 

270. Particular attention should be paid to possible interference 
by awnings at windows or over sidewalk, and to other obstructions 
at or ad the street level. All obstructions found shall be promptly 
removed. 


Unit of Stairway Width. 


(Applies to all classes of Outside Stairs.) 
271. The unit of stairway width of outside stairs shall be the same 
as that of inside stairs (see $147) except that Class C outside stairs 18 
in. wide between handrails may be accepted as one unit of width. The 
percentage penalties of §134 apply to outside stairs. 


Section 3. 
RAMPS. t 


301. Wherever stairs are called for in other sections of this code, 
ramps may be substituted. 

Note. Ramps of moderate slope are recommended in place of stair- 
ways in places where large crowds are to be accommodated. 

302. One 22 inch unit of ramp width shall be considered the equivalent 
of one unit of stairway width. 

303. Ramps shall comply with all requirements for stairways (con- 
struction, width, enclosures, rails, landings, lighting, etc.) in so far as . 
applicable. (See Section 1.) 

304. Where stairs of the several classes are specified by the occupancy 
sections ramps may be substituted as follows: 

Class A Stairs—Class A ramp; slope not greater than 1 foot in 

10 feet (10%) ; other features same as §§121, 124, 125. 

Class B Stairs—Class B ramp; slope not greater than 1 foot in 10 

feet (10%); other features same as §§127, 130, 

Class C Stairs—Class C ramp; slope not greater than 1 foot in 

6 feet (16 2/3%). 

305. Ramps shall be surfaced with suitable non-slip material wherever 
surface is such as to involve danger of slipping. 

306. Where ramps have slope of less than 1 ft. in 12 ft. (8 1/3%) 
handrails shall not be required. 


307. Landings (see §122) shall not be required for Class A or B ramps. 
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Section 4. 
HORIZONTAL EXITS. 


401. A horizontal exit consists of one or more protected openings 
through or around a fire wall or a fire partition or of one or more bridges 
connecting two buildings. 


NOTE. As a means of rapid and safe egress from a burning building, the 
use of horizontal exits is strongly recommended. Such exits afford an area 
of quick refuge from either side and lessen the necessity for hasty flight down 
stairs. 


402. Horizontal exits complying with the requirements of this section 
may be substituted for stairways or other exits. 


ExampLe: A department store building 130 x 210 feet (population 456 
per floor) would be required by this code to have exits from the upper floors 
sufficient to furnish 8 units of exit width. This would ordinarily require 4, 
44 inch stairways. 

Assume now this building is divided by a fire wall or fire exit partition 
into two sections, each 130 x 105 feet, with door through the wall or parti- 
tion furnishing a horizontal exit. Each section, considered separately, will 
require two, 2-unit exits. The horizontal exit will serve as one of the two 
exits required for each section, and only one stairway will be required for 
each section. Thus the total number of stairways required for the building 
will be two, as compared with four if no horizontal exit is provided. 

403. Standard fire walls are recommended in connection with horizontal 
exits. Where fire partitions are used they shall be at least equivalent in fire- 
resistance to the type of stair enclosure required for the building, and in any 
case at least equivalent in fire-resistance to Type 3 enclosure (§144). 


Egress from Area of Refuge. 


404. Every fire section for which credit is allowed in connection with 
a horizontal exit shall have in addition to the horizontal exit or exits at 
least one stairway or other standard exit. (Any fire section not having 
a stairway shall be considered as part of an adjoining section with 
stairway, for purposes of determining credits.) 

405. Construction and arrangement shall be such that the stairway 
or other exit from each possible area of refuge can not be obstructed by 
the same fire (or smoke therefrom) which may involve the area from 
which refuge is taken. 


406. Every horizontal exit for which credit is given shall be so 
arranged that there are continuously available paths of travel leading 
from each side of the exit to stairways or other standard means of 
egress leading to outside the building. 


Note. This requirement is complied with where the entire areas 
from each side of the horizontal exit to the stairways or other standard 
means of egress are occupied by the same tenant; or where there are 
standard corridors or other continuously available passageways leading 
from each side of the exit to stairways or other standard means of egress 
leading to outside the building. Where such corridors are not normally 
in use proper regulations shall be enforced to make them at all times 
available for emergency exit. 

407. Doors used in connection with horizontal exits shall be kept 


unlocked and unobstructed whenever premises are occupied on either 
side of the exit. 
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408. The floor area on either side of a horizontal exit shall be sufficient 
to hold the occupants of both floor areas allowing not less than 3 square 
feet net clear area per person. (See §2013A for method of determining 
number of occupants.) 


409. Except as permitted in §417, no stairs or steps shall be used in a 
horizontal exit in a new building. Where there is a difference in level 
between connected floor areas, ramps shall be used in accordance with 
Section 3. 


Doorways. 


411. Units of width shall be determined in accordance with §504. 

412. No opening serving as a horizontal exit shall be less than the 
minimum specified by §504 and should be preferably not more than 88 inches 
in width nor more than 80 square feet in area. Where greater widths are 
required for operating purposes, no credit shall be given for more than 4 
units in width for any one opening. 

413. Doors, Each opening serying as a horizontal exit shall be 
protected by at least one self closing swinging fire door, or automatic 
sliding fire door. If swinging doors are used, there shall be adjacent 
openings with swinging doors at each, opening in opposite directions, 
with signs on each side of the wall or partition indicating as the exit 
the door which swings with the travel from that side; or other ap- 
proved arrangements providing doors always swinging with any pos- 
sible exit travel. (See Section 5 for detailed requirements for doors.) 


Bridges and Balconies. 


414. The unit of width for bridges and balconies shall be 22 in, 
In new bridges and balconies the minimum width shall be 2 units, or 44 in. 
(Handrails may project into this width not more than 34 in. on each 
side.) In existing bridges and balconies 42 in. may be accepted as 2 units 
and 34 in. as 1% units. In no case shall bridges or balconies less than 
34 in. wide be accepted. 

415. Batconies. Balconies leading around fire walls or fire exit 
partitions shall conform to the requirements for balconies of smoke- 
proof towers. (See §§137, 141.) 

416. Brivces. Construction shall be entirely of incombustible material 
and floors shall be solid. Railings shall be in accordance with the require- 
ments for railings for balconies of outside stairs, §§225, 226. 

417. The level of the bridge floor should be below the building floor 
level, by approximately 7% in., where the bridge is not completely en- 
closed and climate is such as to involve possibility of blocking doors 
by snow or ice; where the bridge is completely enclosed or the climate 
is such as not to involve this possibility, balcony should preferably be 
level with the floor. 

418. All wall openings, in both of the connected buildings, any 
part of which are within 10 ft. of any bridge as measured horizontally 
or below shall be protected with fire doors or metal frame wired glass 
windows, preferably with stationary sash; provided, however, that where 
bridges have solid sides not less than 6 ft. in height, such protection of 
wall openings may be omitted. 

419. Where there is a difference in level between connected build- 
ings or floor areas ramps may be employed in accordance with Section 3. 


Lighting and Signs. 


420. Horizontal exits and passageways, and passageways through areas 
of refuge, shall have illumination and signs in accordance with Section 12. 


Section 5. 
DOORS. 


500. All doors used in connection with exits shall be substantially 
constructed and installed in a workmanlike manner, and be fitted with 
reliable hardware. 


501. All doors used in connection with exits shall swing with the 
exit travel except as doors sliding across the exit travel may be permitted 
by other sections of this code. Vertical sliding doors and rolling shutters. 
shall not be used on exits. 


Note. Swinging doors are preferable and should be used wherever 
possible. 


502. Doors from individual rooms to corridors or hallways shalb. 
swing with the exit travel where (a) room is used for purpose of assem- 
bly, or (b) where room is occupied by 50 or more persons, or (c) where: 
room contains any hazardous occupancy (§2021). 


Note. It is recommended that where doors lead into the path of 
travel from other areas they be so located as not to project into such. 
path of travel at any point during their swing. 


503. All doors used in connection with exits shall be so arranged 
as to be always readily opened from the side from which egress is made. 
Locks, if provided, shall not require key to operate from the inside. 


Nore. In factory, mercantile, theatre, school and office buildings and 
in other buildings as required by occupancy sections doors shall be 
kept continually unlocked while buildings are occupied. Where doors are 
required to be kept unlocked and for operating reasons it is undesirable 
to allow unrestricted communication between building and outside, doors. 
may be provided with alarms. 


For special requirements for schools see §2134; for hospitals and institu- 
tions §2403 and §2445A; for places of public assembly §2560. 


Widths. 


504. The unit of width for doorways shall be 22 inches. Door jambs. 
shall not project into the required width of doorways by more than 2 inches 
for each 22 inch unit. (20 inches net opening.) 

Credit for fractions of units shall not be allowed except that a credit 
of one half unit shall be allowed for 12 inches of clear width added to one 
or more 22-inch units of width. 


Where a doorway is divided into two or more separate door openings, 
each such opening shall be measured separately in computing the number of 
units of exit width. 


EXAMPLE: A 66 in. doorway, with two separate 30 in. door openings. 
(6 inches allowed for stops), would be rated as one unit for each 30-inch 
opening, or a total of two units for the doorway. 
i NO exit doorway shall be less than 36 inches wide, except that doorways 
in connection with stairways shall not be required to have a greater number 
of units of width than the stairway. 

Where a doorway is divided into two or more separate door openings, 
os rept clear width of each such opening shall be not less than 

inches. 
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Doorway Widths. 
(Table based on requirements of §504.) 


Doorway No. Units Stairs 
Width Clear Exit Served by 
(Nominal) Opening Width Doorway Remarks 
24” 1 oe. Existing Buildings, Class. 
B or C Outside stairs, 
§246. 
28” 1 Minimum individual door 
opening. 
36” 34” 1% 36” obras as permitted by 
§131. 
44” 40” 2 44” Standard for 2-unit stair- 
way. 
52” 2% 
66” 60” 3 66” 
2, 28 in. 2 
openings 
88” 2, 40 in, 4 
openings 
3, 28 in. 3 
openings 


Fire Doors. 
505. Fire doors shall be of the self closing or automatic types. 
A self-closing fire door is one which is normally kept in a 
closed position by some mechanical device. 
An automatic fire door is one which is arranged to close auto-. 
matically when released by the action of heat. 


506. Fire doors shall be’kept free from all obstructions. 

For special requirements for schools see §§2131-2133; for institutions,. 
§2445A. See also §512. 

Nore. Incombustible guards are recommended to prevent stock being 
piled against sliding doors. With swinging doors, painting marks on the- 
floor to indicate the path of the door during its swing, will often be- 
helpful in preventing obstruction. . 

507. Fire doors shall be smoke tight and shall have a fire resistance 
appropriate to the wall or partition in which they are placed, in accordance- 
with §508. 

Nore. Better fire doors than those specified herein will usually be 
necessary in order to secure proper fire safety for property, and should: 
be used where circumstances permit. 

508. Fire doors in Classes 1, 2 and 3 Stairway Enclosures (88137-144) 
and in fire walls and fire exit partitions of horizontal exits shall be at least 
Class B fire doors, as described in the Standards on the Protection of 
Openings in Walls and Partitions, as recommended by the National Fire 
a Association (see §14) ; for Class 4 Stairway Enclosures, Class Cc 

oors. 

Nore: It is especially important that fire doors, hardware and heat~ 
release devices used in connection therewith be of approved type. 


i 
i 
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509. Fire doors shall be installed in accordance with the Standards 
for the Protection of Openings in Walls and Partitions against Fire, as 
recommended by the National Fire Protection Association, in so far as 
applicable. 


Revolving Doors. 


510. Revolving doors shall not be used on required exits except that 
approved collapsible revolving doors may be used between street floor 
(but not at foot of stairs) and street where specifically permitted by occu- 
pancy sections. Where used, revolving doors shall not constitute more 
than 50% of the required door width. 

511. Each revolving door shall receive credit as constituting one- 
half unit of exit width. (See §504.) At any location the number of re- 
volving doors constituting required exits shall not exceed the number 
of units of swinging door width immediately adjoining or within 20 ft. 


Panic Hardware. 


512. The exit doors of schools, motion picture theatres and theatres of 
whatever capacity, and all other places of assembly having capacities in excess 
of 500 persons shall be equipped with latches (fire exit bolts) which release 
when pressure of not to exceed 15 pounds is applied to the releasing devices 
in the direction of the exit travel. Such releasing devices may be bars or 
panels extending not less than two-thirds of the width of the door and placed 
at heights suitable for the service required,—usually not less than 30 nor 
more than 44 inches above the floor. > 


Obstructions, Visibility. 


515. All exit doors shall be so arranged as to be readily visible and 

no obstructions interfering with access or visibility shall be permitted. 
516. No draperies shall be permitted over or in front of exit doors. 
517. No mirrors shall be placed in exit doors. 


Bes ie east 


Section 6. 


AISLES AND CORRIDORS. 


601. Where there is not direct access to exits, safe and continuous 
passageways, aisles or corridors leading directly to every exit and so ar- 
ranged as to be conveniently accessible to every occupant, shall be maintained 
at all times on all floors of all buildings. 

602. Widths of passageways, aisles or corridors shall be measured in 
the clear, at their narrowest points produced by any projection, radiator, 
pipe or other object. Doors swinging into passageways shall not restrict the 
effective width at any point during their swing to less than the minimum 
widths hereinafter specified. 

Nore: Any projection, radiator, pipe or other object that extends into 
a corridor, irrespective of width, is undesirable, particularly where large 
crowds must be accommodated. 

603. The aggregate width of passageways, aisles or corridors lead- 
ing to any exit shall be at least equal to the required width of the exit. 
Where all travel to any exit is along the passageway, such passageway 
shall have a width at least equal to the required width of the exit; 
where several passageways lead to an exit each shall have a width suitable 
for the travel which it may be called on to accommodate. 

604. The minimum width of any passageway shall be three feet in 
the clear, 

Note: For special aisle and corridor requirements for schools see 
§2127; for hospitals, sanitariums and corrective institutions §2446; for 
places of public assembly §§2562-2564. 


Section 7. 
ELEVATORS. 


701. Elevators are not required as exits by this code, and may not be 
substituted for required stairways, except as permitted by other sections of 
this code for fire resistive office buildings of limited area and similar low 
‘hazard occupancies where a bank of two or more passenger elevators may be 
substituted for one of two required stairways. 

702. Where permitted as required exits, elevators are accepted on the 
basis that one passenger elevator is equivalent to one-third of a 22-inch unit 
of stairway width. ; 

703. Elevators shall conform to the Safety Code for Elevators formu- 
lated under sponsorship of American Society of Mechanical Engineers, 
Bureau of Standards, and American Institute of Architects and under the 
auspices of American Standards Association and hereinafter referred to 
as the A.S.A. Elevator Code. 

703A. A stairway or some other exit shall be accessible from every 


elevator entrance landing, and if such stairway or other exit is not visible signs 


shall be provided to indicate the direction to reach it. 

704. The following additional requirements apply only to elevators 
which are counted as required exits. 

Nore. In most cases the occupancy sections of this code require that 
elevator shafts be provided with standard enclosures, whether or not 
the elevators constitute required means of egress. 

705. All elevators shall be enclosed in standard fire resistive shafts at 
least equivalent in fire resistance to the required enclosure for stairs in the 
same building. Where more than two elevators are in a common shaft, only 
two may be counted for exit purposes. 

706. Elevators counted as exits shall not be in a common enclosing 
shaft with a stairway, and the path of travel from one flight of stairs to the 
next shall not pass directly in front of elevator doors. 

707. Elevator shaft doors shall conform to the section of this code 
on doors, in so far as applicable (see Section 5). 

Norse. Small clear wired glass panels are desirable for vision but 
shall not be used where they conflict with other requirements. 

: 708. Access to elevators and from elevators to street shall be pro- 
vided in accordance with similar requirements for Stairways. (See 
§§110-113.) 

Note. This means that elevators constituting required means of 
egress must discharge at the street floor into a fire resistive corridor or 
passageway leading to the street; not into an open street floor area where 
egress to the street might be interfered with by fire in the street floor 
or basement except as otherwise permitted by occupancy sections (see §2208 
and §2608). 

709. In all computations for elevators only those normally used for 
passenger service to the floor or floors under consideration shall be 
counted for exit purposes. 

710. Elevator cars and entrances thereto shall be illuminated in ac- 
cordance with Section 12. The intensity of illumination of the floors and 
walls of car and doorway shall not be less than one foot-candle. 
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Section 8. 


ESCALATORS. 


801. Wherever stairs are specified in other sections of this code 
escalators complying with the following requirements may be substituted 
subject to the requirements of occupancy sections, 


Nore: Escalators are not permitted as required means of egress in 
‘some occupancies, e. g., Schools. 


802. Escalators shall comply with the requirements for escalators 
given in the A.S.A. Elevator Code (see §703). 


803. The following additional requirements apply to all escalators 
‘constituting required means of egress. 


Note. In most cases the occupancy sections of this code require 
that escalators have standard enclosures, whether or not they constitute 
required means of egress. 


804. Only escalators normally operating in the direction of exit 
‘travel shall be given credit as required means of egress. 


Nore. In factories and in such other occupancies as may be specifi- 
‘cally permitted by the “occupancy” sections where reversible escalators are 
used for the purpose of conveying employees in and out of buildings 
they may be accepted as complying with this rule provided that a readily 
accessible main control panel froni which all escalator units may be- 
stopped or reversed is located on the first floor adjacent to and in the 
‘same enclosure with the escalators. 


805. All escalators for which credit is given as constituting required 
means of egress shall be of the horizontal tread type. Cleat type escala- 
tors are not recognized as required means of egress. 


806. Escalators shall comply with all requirements for stairways 
(construction, enclosures, access, lighting, etc.) in so far as applicable, 
subject to the exceptions given in §§808-812. The following indicates in 
detail the application of the Stairway requirements to escalators. 


807. Construction. Stairway construction requirements (§§102- 
108) apply to escalators without change. 


Norte. §102 should be especially noted in this connection. It prohibits 
the use of combustible materials in escalator construction except where 
wooden construction is specifically permitted for stairways. In all other 
cases escalators of wooden construction may be installed, provided that 
they have proper enclosures, but are not accepted as required means of 
egress. 


808. ARRANGEMENT AND Access. Stairway requirements (§§109-113) 
apply to escalators except that the requirements of $109 in the case of 
escalators may be met by providing a stairway between the top floor and 
the roof (not necessary to extend escalator proper to the roof). 


809. Railings shall be of the escalator balustrade type surmounted by 
moving handrails (instead of the provisions §117). 
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810. Licutinc. Escalators shall be provided with lighting system 
in accordance with §119. 

811. Intermediate landings (as required by §§123, 129) shall not be 
required for escalators except that no individual escalator unit may have 
a vertical travel of more than two stories or 35 feet. Proper landings, 
similar to those required for stairways, shall be provided at top and 
bottom of escalators, and between escalator units. 

812. PitcH, WwtH, Etc. Escalators shall conform with §§120-133 
(except as to landings, see 8811) and as they meet the requirements of 
the several stair classes shall be rated as Class A, B or C. 


813. Escalators shall be enclosed exactly as required for stairways 
(see §§135-146). 


Capacity. 


814. Rated units of width of escalators shall be the same as speci- 
fied for stairways (§147). ; : 

Nott. This is based on the assumption that the escalator may be 
stopped in case of fire. 


Section 9. 


SLIDE ESCAPES. 
(Spiral and Straight Chutes.) 


901. Chutes are classified as special types of Outside Stairs (see Sec- 
tion 2) and may be used only under conditions under which outside stairs 
would be permitted. Closed chutes are to be considered as Class “B” 
outside stairs and open chutes as Class “C” outside stairs. Chutes not 
conforming to these specifications shall not receive credit as required means 
of egress. 

NOTE. Slide escapes, like any other type of fire escape, are at best an 
expedient permissible only for increasing the exit capacity of an existing build- 
ing. This or any other type of escape is not a substitute for fire-resistive 
construction, for automatic sprinkler protection, or for other features which 
are necessary to human safety in various classes of buildings. 


902. OccupaNcies WHERE PERMITTED. Slide escapes shall be used 
only where specifically permitted by the occupancy section applying. 

903. Nore. Occupancy sections thus far developed (1942) permit the 
use of this type of escape as follows: In new and existing industrial 
buildings housing high hazard occupancies (e. g. manufacture of explo- 
sives, grain elevators, etc.). In existing school buildings, orphan asylums, 
hospitals, sanitariums and corrective institutions. 

9 Limitations or Hetcut. Except in buildings where there are 
relatively few occupants or where permitted by specific occupancy egress 
codes, chutes may not constitute a required means of exit in buildings 
ye 70 ft. or six stories in height. (For definition of height see 

905. Limiration or Capacity, Chutes shall not constitute more than 
twenty-five per cent of the required means of egress (stairways, etc.) 
for any building except as this percentage may be modified for specific 
occupancies and conditions by the occupancy codes. 


Specifications. 


906. These specifications cover spiral and straight chutes attached to 
buildings or erected independently of them, but connected by bridges. 
Types in common use are: 

(a) Vertical spiral enclosed chutes. 

(b) Vertical spiral open chutes. 

(c) Enclosed straight chutes parallel to or at right angles to 
buildings, 

(d) Open straight chutes parallel to or at right angles to 
buildings. 


Design. 

907. For all chutes the slope shall be not less than 24 degrees and 
not more than 42 degrees with the horizontal. On spiral chutes the slope 
shall be measured by developing the spiral line on the cylindrical section 
two feet from the inner edge. 

Nore. Where hospital pads are to be used steeper pitches are rec- 
commended provided, however, that in no case shall the pitch exceed 
42 degrees. 

908. On all straight chutes having slopes greater than 30 degrees 
there shall be a section at the lower end at least 10 feet long, set at an angle 
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not to exceed 15 degrees with the horizontal, connected with the upper 
section by a curved compensating section. 

909. On spiral chutes, transition from one pitch interval to another 
where necessary on account of differing story heights shall be made by 
the use of compensating plates so that there is no perceptible interruption 
of the slide. : 

910. Spiral chutes shall be not less than 28 inches nor more than 42 
inches wide. Straight chutes shall be not less than 24 inches nor more 
than 42 inches wide. 

Nore. Where hospital pads are to be used the clear width should be 
not less than 34 inches and not more than 42 inches for both spiral and 
straight chutes. ° 

911. The slideways of spiral chutes shall be banked from a point 12 
inches from the outer edge to a point 5 inches above the level of the cen- 
ter of the chute. 

912. The horizontal distance between vertical supports for straight 
chutes shall not exceed 10 feet. Spiral chutes shall be braced to the 
building at each entrance floor and at other points if necessary so that 
the braces will not be more than 10 ft. apart. 

913. On enclosed chutes, doors shall be provided at each entrance, 
swinging with the exit travel, so constructed that they will not obstruct 
the use of the chute: the door openings shall be at least 30 inches wide 
and at least 6 feet 6 inches high. Where entrance is direct from the build- 
ing with no intervening landing or balcony, access openings may be not 
less than 42 inches high, 


Location and Arrangement. 


914. Chutes installed inside buildings shall conform to all require- 
ments for enclosure of stairways (see Section 1). 

915, Chutes installed outside buildings shall be protected from fire 
within the building to which they are attached by one of the following 
methods. The order indicates the desirability of protection: 

(a) Incombustible and enclosed chutes affording protection against 
weather, smoke or fire and with access direct or through covered 
balconies at vestibules. 

(b) Chutes entirely shielded by blank walls, access from wall 
openings to chutes being by horizontal balconies. 

(c) Chutes shielded by approved stationary metal frame, win- 
dows glazed with wired glass, and balconies extending in one or both 
directions to openings protected with approved doors or wired glass 
windows in a manner similar to that required for the protection of 
Outside Stairs (see §§234, 235). ~ 


916. In all new installations where constituting a required means of 
egress, spiral chutes shall extend to the roof. 

917. In existing installations of spiral chutes on fire resistive build- 
ings chutes shall extend to the roof. 

918. The lower edge of the chute at the discharge point shall be at 
least 12 in. and not more than 20 in. above the ground or walkway level. 
Where hospital pads are to be used on a chute, the lower end shall 
terminate in a straight, level discharge table at least 15 feet in length, so 
arranged as to allow access to both sides. 

919. On enclosed chutes in locations where snow or ice may obstruct 
the discharge point, a shed shall be provided, made of incombustible 
materials, having a clear height of not less than 7 feet, with roof not 
less than 8 feet wide and not less than 8 feet long, connected with the 
enclosure of the chute by metal flashing. Where discharge tables are in- 
stalled the roof shall extend at least 4 feet beyond the end of the table. 
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920. No doors shall be allowed at bottom or discharge point of chute. 

921. All chutes shall lead directly to the street, to a yard or court 
connected with the street, or to a fire-resistive Dassage leading to the 
Street. Such fire-resistive passage shall be at least 44 in. wide, shall be 
unpierced and shall be not less than 8 feet in height for new buildings 
and 7 feet in height for existing buildings. Where chutes discharge, the 
adjacent exposing wall openings, if any, shall be protected in a standard 
miauner to provide for safety of egress. 

922. On open spiral chutes the minimum height of outer side shall 
be 36 inches above the lowest point of the adjacent slideway in the same 
radial vertical plane, except at entrances. On open straight chutes the 
minimum height of both sides shall be 24 inches above the lowest point 
of the slideway (measured vertically), and in all cases shall be as high 
as the width of the slideway. 

923. On straight chutes the entrance landing shall be flush with the 
lowest point in the adjoining surface of the slideway. On spiral chutes 
the center of the entrance landing shall be not less than 12 inches nor 
more than 18 inches above the lowest point in the adjacent slideway in 
the same radial vertical plane. 


Materials and Strength. 


924. Iron, steel, or concrete shall be used where structural strength is 
required ; elsewhere other incombustible materials may also be used. No 
wood shall be employed. (See also §929.) 

925. Balconies shall be designed to carry a live load of 100 lbs. per 
sq. ft., with a factor of safety of 6 (see also §928), 


Note. This factor of safety is larger than ordinary practice, and is 
recommended because balconies are unusually subject to weakening 
through corrosion, 


926. All supporting members for balconies and chutes, which are in 
tension and are fastened directly to the building shall pass through the 
wall and be securely fastened on the opposite side, or they shall be securely 
fastened to the framework of the building. Where metal members pass 
through walls, they shall be protected effectively against corrosion. 

927. Balcony and chute enclosures and railings shall be designed 
to withstand a horizontal pressure of 50 Ibs. (with factor of safety of 6) 
per running foot of railing or enclosure without serious deflection, and 
Support at walls for balcony railings or enclosures shall be in manner 
specified in §926 for tension members. 

928, The chutes and their supports shall be designed to carry the 
weight of the structure itself and 100 Ibs. per lineal foot of slide (as 
measured at the middle of the slideway) with a factor of safety of 6. 

929. Slideways shall be made of galvanized steel with joints lapping 
over in the direction of descending load or with edges of adjoining sec- 
tions flanged so as to form a flush joint; all rivets, bolts, etc., to be 
flatheaded, countersunk, and protected by solder. 


Access to Chutes. 


930. New Buitptnes. Access shall be through doorways flush with 
the floor. Only approved forms of doors may be used. 


931. Doors, or approved casement windows swinging with the exit 
travel, shall be used, provided that: 


(a) Minimum clear width is 30 inches when open. 


(b) Minimum height of door opening is 6 feet 6 inches except as 
provided in §913, 


932. Doors and casement windows shall conform to §231. 


36 SECTION 9, SLIDE ESCAPES 


933. Where doors or casement windows lead to outside balconies, 
the level of the balcony floor should be below the sill level in accordance 
with §141. 

934. Existinc Burtpincs. Access should preferably be in accordance 
with §§930-933, but may be accepted if conforming to §§245-249. 

Note: Where hospital pads are to be used it is recommended that 
each chute should serve only one floor of a building. 


Obstructions in Openings. 


935. No gratings or other obstructions, shall be placed at or over 
any exit opening, except in institutional buildings as permitted by §2403,; 
provided, however, that fly screens may be installed when essential if they 
are free from heavy cross members and are arranged to open out in a manner 
which will not interfere with exit travel and are not held closed other than 
by a spring or a simple, readily operated latch. 


Capacity. 

936. One chute conforming to these specifications shall be considered 
as constituting two units of exit width. (E. g. one chute is equivalent in 
capacity to an outside stairway 44 in. wide.) 


Signs and Lighting. 


937. Straight or spiral chutes and passageways thereto shall have 
illumination and signs in accordance with Section 12. This shall not be 
understood as requiring lights within chutes. Signs directing the way 
and at the entrances to such chutes shall have in addition to the words 
specified in Section 12 the words “SrraicHt CHUTE” or “SPIRAL CHUTE” 
as the case may require in letters not less than 2% inches high. 


Section 10. 


ALARM SYSTEMS. 


1000. Alarm systems, in accordance with the following specifications, 
shall be provided in all buildings where required by the several occupancy 
sections, and also in all buildings of the following classes (subject to the 
provisions of the occupancy sections applying) : 

(a) Used as sleeping quarters by twenty or more persons. 

(b) Used above or below the street (or ground) floor by forty 
or more persons. 

(c) Used above the second floor or in sub-basements by twenty 
or more persons. 

Ifa building is divided by one or more fire walls, each section shall 
be considered a separate building in applying the foregoing requirements. 

1001. This code does not go into details of construction and ar- 
rangement of alarm systems, nor do its requirements extend beyond 
those necessary for safeguarding occupants from fire and fire-panic haz- 
ards. The installation of alarm systems in accordance with this code 
will, however, serve to decrease the fire hazard to property. 


Nore. It is strongly recommended that alarm systems be installed 
so that in addition to complying with the requirements of this code, they 
will also comply with the Standards of the National Board of Fire 
Underwriters for the “Installation, Maintenance and Use of “Central Station 
Protective Signaling Systems for Watchman, Fire Alarm and Supervisory 
Service,” and for the “Installation, Maintenance and Use of Proprietary, 
Auxiliary and Local Systems for Watchman, Fire Alarm and Super- 
visory Service’ as recommended by the National Fire Protection Asso- 
ciation, thus affording greater protection to property. 

Electrical alarm systems are preferable to mechanical alarm systems 
where conditions are such as to require more than one sending station and, 
usually, where more than one sounding device is required. Mechanical 
systems are sometimes preferable where but one station is required, par- 
ticularly where it would be difficult to secure regular and responsible 
maintenance of an electrical system. 

1002. Systems shall be under the supervision of a responsible person 
who shall cause proper tests to be made at frequent intervals and have 
general charge of all alterations and additions. 

Note. No system is sufficiently automatic or durable to avoid the 
necessity for periodical inspections and working tests of all its parts. 
Especial importance is placed upon the efficiency and reliability and the 
methods employed in maintaining and in inspecting alarm systems. 

1003. Systems shall be tested daily. 

1004. All apparatus requiring winding or replenishing shall be re- 
wound or replenished as promptly as possible after each test or alarm, 
and shall be kept in normal condition for operation. 


Sounpine Devices. 
1005. Required sounding devices shall be used for fire alarm purposes 


only, 
1006. Alarm sounding devices shall be provided of such character 


and - distributed as to be effectively heard in every room above all other 
sounds. 

Norte. Visible alarm devices may be provided, in addition to required 
sounding devices, but shall not be deemed substitutes therefor except 
where specifically permitted by occupancy sections. 
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1007. Alarm sounding devices shall be distinctive in pitch and 
quality from all other sounding devices. 


1008. All alarm sounding devices should be of the same type. 


1009. The manner of sounding alarms should be standardized with 
a view of obtaining uniformity throughout as large a geographical area 
as practicable, so that persons moving from one locality to another will 
not be misled and confused by differences in manner of sounding alarms. 


Note. This point is of special importance in certain occupancies. 
For example, pending the time when state-wide uniformity in school alarm 
systems can be attained, uniformity of alarm signals should be strictly 
enforced in all public and private schools throughout each city and the 
adjacent suburban territory. 


AtarM SENDING STATIONS. 


1010. Alarm sending stations shall be provided near all main exits 
and in the natural path of escape from fire, at readily accessible and 
visible points which are not likely to be obstructed. 

1011. Sending stations shall be so located that from any part of the 
building not more than 200 feet will have to be traversed in order to 
reach a sending station on the same floor, or 100 feet and one flight of 
stairs to reach a sending station upon another floor located in the natural 
path of escape from fire. Such stations shall have illumination as required 
for principal points of exit ways, §1202. 

Note. It is recommended that at least one sending station be pro- 
vided upon each floor. 


Where conditions are such as to require but one sounding device 
for an entire building, the functions of a sounding device and a sending 
station may be combined in a single mechanism. 


1012. The arrangement of sending stations, and the manner of their 
connection with sounding devices shall be such that there will be no 
difference between the sounding of actual alarms and drill signals. (Sec 
also §1017.) 


1013, The manner of operation of alarm sending stations should 
be standardized so that persons moving from one locality to another 
will not be misled or confused by differences. 


Automatic Fire Detection SYSTEMS. 


1014. Connections may be provided between required alarm systems 
and automatic fire detection systems (including automatic sprinkler sys- 
tems), provided that the effectiveness and dependability of operation of 
the alarm systems from the manual sending stations is not thereby im- 
paired, and that §§1010-1013 are fully complied with. 


Supervisory ControL or ALARMS. 


1015. Systems shall be so arranged that no manual intervention 
will be required, following the actuation of a sending station, for causing 
effective response of all required sounding devices, nor shall facilities be 
provided whereby such response can be controlled or modified except 
where otherwise specifically permitted by an occupancy section. 


INCIDENTAL FUNCTIONS. 


1016. Alarm systems may be arranged for the accomplishment of in- 
cidental functions such as the release of self-opening or self-closing 
doors, cutting off supplies of gas, fuel-oil or electric power, switching 
on emergency lights, the stopping of air supply ventilating fans, and the 
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like, in so far as the accomplishment of such incidental functions does 
not in any way impair the effectiveness or reliability of the required 
sounding devices in response to the required sending stations. 


Cope SIGNALS. 


1017. Code signals indicating where the alarm originates should not 
be used except where needed to indicate the choice of exits. In such 
cases the occupants shall be drilled in the interpretation of code signals. 


Nore. It is often advisable to give code signals to those in authority 
and those who will assist the occupants in leaving the building—as, for 
example, to principals, superintendents, managers, engineers, members of 
private fire brigades, etc. 


ConneECTIONS TO MuniciPpAL DEPARTMENTS. 


1018. Alarm systems in localities under protection of regularly 
organized fire departments or private fire brigades should be arranged to 
cause automatic transmission of alarms (directly or through an approved 
central office) to such fire departments or brigades upon operation of any 
alarm sending station if the area protected by the system is subject to use 
by 100 or more persons. 


Note. When no such connection is provided, it is recommended 
that a municipal fire alarm box be installed either at the main entrance 
to the building or at the nearest street corner if plainly visible from the 
main entrance and not more than 300 ft. distant therefrom. 


1019. Automatic fire department connections (§1018) shall be so 
arranged as to permit drills to be conducted by those in authority without 
calling out the fire department. and so that the actuation of any required 
alarm sending station will surely call such department. 


SECTION 11 
FIRE EXIT DRILLS 


Introduction. 

1101. The purpose of fire exit drills is to ensure the efficient and safe 
use of the exit facilities available. Proper drills ensure orderly exit 
under control and prevent the panic which has been responsible for the 
greater part of the loss of life in the major fire disasters of history. 
Order and control are the age purposes of the drill. Speed in empty- 
ing buildings, while desirable, is not in itself an object, and should be made 
secondary to the maintenance of proper order and discipline. 

Note:—The term “fire exit drill” is used to avoid confusion between 
drills held for the purpose of rapid evacuation of buildings as described 
in this section, and drills of fire fighting practice which from a technical 
viewpoint are correctly designated as “fire drills’ although this term is by 
common usage applied to egress drills in schools, etc. 

1102. Drills should be held frequently to be effective. 

1103. Fire is always unexpected. Drills should be so arranged that 
they will ensure orderly exit under the unusual conditions obtaining in case 
of fire. For this reason drills should be habitually held in unexpected 
ways and at unexpected times. If the drill is always held in the same 
way at the same time it loses much of its value, and when for some reason 
in actual fire it is not possible to follow the usual routine of the fire exit 
drill to which occupants have become accustomed confusion and panic may 
ensue. Drills should be carefully planned to simulate actual fire condi- 
tions. Not only should they be held at varying times, but should use 
different means of exit, assumption being made, for example, that some 
given stairway is unavailable by reason of fire or smoke, all the occupants 
being led out by some other route. Fire exit drills should be designed to 
familiarize the occupants with all available means of exits, particularly 
outside stairs and other emergency exits that are not habitually used 
during the normal occupancy of the building. 

1104. In order to secure proper order and control it is essential that 
the plan and conduct of the drill be in the hands of responsible persons 
competent to exercise leadership, who have been carefully schooled in what 
to do in case of fire emergency. 

1105. Satisfactory fire exit drills depend upon some suitable fire alarm 
system, which should be in accordance with Section 10. The fire alarm 
should be regularly used as the signal to start the fire exit drill. 


1106. Fire fighting should always be made secondary to life safety. 
Where there is a regularly organized private fire brigade instructions should 
be given to defer any fire fighting operations that might interfere with 
prompt and orderly exit until after buildings are vacated. Especial em- 
phasis should be laid on not obstructing lines of exit by means of fire 
hose laid across stairways, and not blocking open protecting fire doors by 
hose lines, until all occupants are out of danger. 

1107. The usefulness of a fire exit drill and the extent to which it can 
be carried depends upon the character of the occupancy, it being most 
effective in occupancies where the population of the building is under 
discipline and subject to habitual control. For example, schools offer 
possibilities of more highly developed and valuable fire exit drills than 
other types of occupancy. 

1108. In buildings where the population is of a changing character 
and not under discipline, for example, in hotels or in department stores. 
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no regularly organized fire exit drill, such as that which may be conducted 
in schools, is possible. In such cases the fire exit drills must be limited to 
‘the regular employees who, however, can be thoroughly schooled in the 
‘proper procedure and can be trained to properly direct other occupants of 
the building in case of fire. In occupancies such as hospitals, no regularly 
constituted fire exit drill is practicable. Here again, however, the regular 
employees can be rehearsed in the proper procedure in case of fire; such 
training always is advisable in all occupancies whether or not regular fire 
exit drills can be held. 


1109. The following suggested Exit Drill plan (§1110) describes an 
organization and procedure suitable for a large. industrial establishment. 
This plan may be modified to suit other occupancies and smaller buildings. 

A suggested plan for fire exit drills in hospitals, sanitariums, and cor- 
rective institutions will be found beginning at §1150, and for fire exit drills 
in schools, §1170. Drills in other occupancies not specifically covered may 
be organized in accordance with the general principles herein given, 

A plan for the emergency organization of hotel employees appears in 
Section 26, : 


Suggested 
EXIT DRILL CODE 
FOR INDUSTRIAL ESTABLISHMENTS. 


1110. Exit drills are intended for the protection and safety of the 
occupants of buildings, and in order to make them effective every person 
taking part must realize his or her own responsibility and assist in con- 
ducting them in an orderly manner. 

Exit drills shall be conducted once in every calendar month and all 
occupants shall participate therein, unless otherwise specified in the occu- 
pancy sections of this code. 


Organization. 


1111. Every establishment shall appoint, train and maintain the follow- 
ing organization for the purpose of conducting exit drills: 


Chief of Exit Drill Searchers 
Floor Chiefs Monitors 
Room Captains Inspector 


Exit Guards 


Where two or more establishments jointly occupy a building wherein 
exit drills are required, the several establishments shall confer together 
and select two employees who shall be designated as chief of exit 
drill and assistant chief of exit drill respectively. They shall have the 
same duties as provided for those officers in establishments which are 
sole occupants of a building. Each particular establishment within such 
a building shall appoint their own floor chiefs and room captains, etc., 
whose duties shall be the same as provided for those positions in establish- 
ments which are sole occupants of a building. 


Duties. 


1112. Curr or Exit Drm. He will have general charge of all 
matters pertaining to exit drills and organization; fix the time for holding 
drills; enforce disciplinary measures for failure on the part of occupants 
to observe rules or requirements; see that overcrowding in rooms or else- 
where is prevented and that sufficient space is given to aisles and passage- 
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ways to permit quick access to all of the exits. He shall supervise the 
building alarm system. (§1002) 

(a) He shall prepare and have conspicuously posted on each 
floor of each building a notice of the schedule of evacuation and the 
duties of occupants in case of an alarm. 

(b) He shall make a survey of the building to determine the 
capacity of all exit facilities in accordance with the requirements of 
this Code. 

(c) He shall make a census of the regular occupants of the 
building and estimate the maximum number of visitors by rooms and 
floors in order to determine whether the required means of egress 
are adequate. 

(d) If the results of the survey and census show that the egress 
facilities are inadequate he shall advise the proper authorities of such 
discrepancy and indicate measures which would bring them up to the 
standards of this Code. 

(e) He shall assign at least two exits for the occupants of each 
room in accordance with facts developed in the survey and the results 
of actual tests of exit time required. One of these should be the 
regular entrance. 

(f) If possible, one or more exits should be reserved as entrances 
for firemen. 

(g) He shall assign elevators to certain floors depending upon 
the duilding alarm signal given. 

(h) When changes are made in the occupancy conditions he 
shall make such changes in the assignment of exits as may be 
necessary. 

(i) He will notify all members of the drill exit organization 
regarding the general plan of exit assignment and the details perti- 
nent to their specific duties, and examine them orally as to their 
familiarity therewith, going over the ground when necessary. 

(j) He shall be responsible for planning the shutting off of 
electricity, power, gas, oil, etc., in case of alarm or fire. 


Note. This position is differentiated from that of Chief of Fire Brigade, as 
the duties of the two officers have opposite purposes; one conducts persons away 
from the scene of a fire, while the other assembles men and apparatus to fight fire. 


1113. Fuoor Curr: He shall have immediate charge of all oc- 
cupants on his floor in all matters pertaining to exit drills. He shall be 
responsible for the enforcement of rules and will report infractions to 
the chief of exit drill. 


(a) He shall personally supervise the sounding of the general 
building alarm on his floor, and see that each movement correspond- 
ing to alarm signal is promptly and properly executed. 

(b) He shall be responsible for the condition of all aisles and 
passageways, and shall see that chairs, benches and stock in transit 
are promptly removed to insure unobstructed passageways. 

(c) He shall select and designate the exits to be used by the 
occupants on his floor. 

Nore. It is required that he instruct the occupants in the use of all means of 
egress so that they will be familiar with all routes. 

1114. Room Captatns: Whenever floors are subdivided into two or 
more rooms there shall be room captains in each room who will see that 
each movement corresponding to the alarm signal is promptly executed. 
He will report to and obey the floor captain on his floor. 

Nore. Assistants should be designated for each of these positions capable of 
assuming the full duties thereof and in sufficient number to insure adequate super- 


vision of exit drills in all parts of buildings. In large rooms it is advisable to 
have an Assistant Room Captain for every 50 occupants, 
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1115. Exir Guarps: Guards are subject to the orders of the floor 
chief or room captains. They shall see that the march from the rooms 
and in stairways is orderly, without crowding and at uniform speed, with 
careful observance of spacing between files; they shall be especially watch- 
ful to prevent stumbling, trampling or conditions which would require halt- 
ing of exit march. 

(a) Guards shall be stationed as follows: (1) One guard on the 
room side of exit door who shall see that it is opened promptly after 
the first signal and is kept open until all the occupants have left the 
room and then that it be closed; (2) at horizontal exit doors, in 
corridors and on stairway landings or turns. Guards will follow in 
the rear of the exit column and assist stragglers. 


1116. SearcHers: There should be at least one man and one woman 
searcher on each floor. Upon sounding of building alarm they shall visit 
the toilet rooms and any rooms used and frequented by their sex in which 
there may be occupants who cannot hear the signal. They shall look out 
for any people who may become hysterical and faint. They shall leave the 
floor as soon as possible after the last squad leaves. 

1117. Monitors: Monitors shall have charge of squads of occu- 
pants, not to exceed 30 in any one squad; they shall see that the mem- 
bers of their squad quickly form in line, two abreast; they shall cause 
visitors in their territory to fall in with their: squads. Monitors shall 
march at the head of their squads to the room exit assigned and then 
lead a march through corridors and stairways as directed by the exit 
guards. 

(a) When directed to the sidewalk, monitors shall preserve 
squad formations and lead them a safe distance away from the build- 
ing. 

(b) When the proper signal is given, they shall return to their 
respective floors at the head of their squads. 

(c) Monitors shall see that those in their charge conduct them- 
selves in an orderly manner. They shall see that aisles and passage- 
ways are cleared of obstructions. 

1118. Inspector: He shall report to and obey the chief of exit 
drill. He shall examine each morning the condition of all doors, stair- 
ways, fire escapes and roof exits, if any, and report immediately to the 
chief of exit drill any obstructions or other unusual conditions. He 
shall test the building fire alarm system. (See par. 1003.) 


1119. Susstitutes: There shall be a substitute assigned to cover 
every position in the exit drill formation except the position of exit 
guards, for which there shall be one substitute for every two persons 
regularly assigned. 


Selection of Personnel. 


1120. The chief of exit drill should be some one whose position 
commands respect and insures compliance with all orders and instructions 
relating to exit drills. Previous fire department or military experience 
is desirable. 

E (a) Floor chiefs should be men or women in responsible posi- 

tions who have the trust and confidence of their associates, are self- 

possessed and capable of speaking the language of the occupants on 
their floors. 

(b) Room captains should possess qualifications similar to those 
of floor chiefs. 

(c) Exit Guards should be strong men, alert, cool headed and 
capable of acting quickly in emergencies. 
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(d) Searchers should be strong, cool headed men and women. 

(e) Monitors should be selected from among the occupants for 
their fitness as leaders and disciplinarians. 

f Inspectors should be active men, preferably those who have 
had fire department experience. In large establishments they should 
be uniformed. 


Drill Exercises. 


1121. The course of action to be followed by any persons discover - 
ing fire shall be to— 


1. Warn others who are or may become endangered, utilizing the 
er ge alarm system or such other means as may be at their dis- 
posal. 

2. Notify public fire department or regularly organized fire 
brigade using alarm box if available. 


3. Proceed in accordance with assigned duties in evacuation of 
occupants or use of fire fighting equipment. 


For obvious reasons, drill exercises should follow the same routine, 
although sounding of public fire alarm may be simulated instead of actual. 
In large establishments where the discharging of crowds upon sidewalks 
might cause uninformed persons to turn in an alarm, under the impres- 
sion that there was actual fire, arrangements should be made to notify the 
local department regarding the time and place of exit drills. 


1122. It is advisable that the alarms announcing drills should origi- 
nate on different floors in order to afford practice in changing the order 
of procedure for possession of stairways; excepting that drill evolutions 
may be so arranged as to take advantage of the additional time required 
for the descent of those from the upper floors by dismissing such of the 
lower floors as would not delay the egress of the former. 

1123. The marching speed should not exceed 130 steps per minute, 
without running. 


‘ 


Signals. 


1124, Fire Atarm (see 1017): The building alarm will sound simul- 
taneously throughout each building and may be so designed that it will 
indicate the general locality of the fire. 

(a) Dri Goncs or Betts: These gongs or bells shall be 
hand operated on each floor by the floor chiefs or in each room by 
the room captains; signals consisting of single taps being employed to 
regulate exit drill movements. 

(b) Arm Sicnats: These will be used to regulate line move- 
ments. 


1. ForwArp—Raise the right arm vertically above the head; 
2. Marcu—Lower in the direction to be followed by the line. 


3, Hatt—Extend both arms horizontally across the line of 
march, holding this position until signal is obeyed. 


(c) Upon the first stroke of the building alarm all occupants 
will immediately cease work and as far as possible shut off power 
to machines and gas or other open flames, close doors and windows 
which are not to be used as exits. Thereafter each succeeding move- 
ment will be announced by single strokes on smaller bells or drill 
gongs sounded by the floor chief or room captain. 
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(d) First Stroke of the Drill Gong: Each occupant will re- 
move any stock, chairs or benches nearest him in the aisles, placing 
same either under or on top of the work table, machine or desk. 

(e) Second Stroke: Squads will form double lines facing the 
exit to be used, each couple joining hands and monitors will take 
positions at ends of lines nearest exit. 

(f) Third Stroke: Signal for lines to move with their respec- 
tive monitors to the door of exit passage. Each file will move for- 
ward, observing a one-pace interval on the level and allowing one 
clear stair tread between files on stairways. The subsequent line 
movements will be controlled by arm signals of either the room cap- 
tain or floor chief. After leaving room, movement will be directed - 
by arm signals of exit guards. 


Elevators. 


1125. Elevators should be reserved for the use of the aged and de- 
crepit who shall be conducted thereto by exit guards. 

Upon the first sound of the building alarm elevator attendants shall 
discharge their passengers at the street level and take their cars to the 
floor indicated or previously assigned and hold themselves subject to 
the orders of the floor chief. 

1126. Power PLant: Upon the first sound of the building alarm the 
power plant engineer shall shut off power to machines and shafting 
throughout the building, excepting in cases where it would affect the 
operation of the fire pumps, elevators or lighting system. 

1127, The following is a recommended form of notice to be posted 
in establishments and read by or to each new occupant: 


EXIT DRILL INSTRUCTIONS. 


Exit drills are intended for the safety of all occupants of this build- 
ing and each employe should assist in successfully conducting the drills, 
realizing that their safety and that of the visiting public is greatly in- 
creased thereby. The stronger should assist and encourage the less vigor- 
ous or more timid. 


Organization. 


The Chief of Exit Drills is in immediate command when fire alarm 
signals sound. 

Floor Captains are in direct control of each floor and their instruc- 
tions should be carefully obeyed. 

Floor Captains will designate when and by what exit you are to 
leave the building. Wait until you receive his command to march. 

Follow your monitors. 


In the Event of Fire. 


Notify others in the building of the danger by the quickest method 
available. 

Immediately send in alarm by operating nearest interior fire alarm 
box. 

Telephone without delay fire headquarters and send in alarm from 
auxiliary box, or nearest city fire alarm box. 
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When Alarm Apparatus Sounds in Workroom. 


Operatives must: 

Stop work. 

Shut off power. 

Stop machines. 

Shut off gas and other open flames. 

Close doors and windows opening upon or under fire escapes 
(excepting those to be used as exits). 

Put chairs, stools and other obstructions on top of or under 
benches to clear the passageway. 

Form line promptly with front of column facing the usual egress 
aisle and wait word of command or signal from Floor Captain. 


At Command of March. 


March in rapid, orderly manner from building, two abreast as in- 
structed, not crowding upon the couple immediately in front of you, 
following your monitor. 

Preserve the interval in line between yourself and couple in front of 
you. 

Retain formation until dismissed or the line is returned to building. 

Women and children always have the right of way. 


DON’T 
Don’t run, 
Don’t lag behind, breaking up columns. t 
Don’t scream or make unnecessary noise. a 
Don’t laugh or talk. 7 
Don’t cause confusion. 
Don’t remain in toilet or dressing room. 
Don’t return for your clothing. 
Don’t try to use elevators. 
Don’t attempt to leave place in line until you return to the building. 


Don’t attempt to leave building except in accordance with exit drill 
regulations. 


Don’t fail to assist in carrying out instructions. 2 


i A All exit doors must be kept unbolted and unlocked during working a 
ours. 


Suggested ; iy 
FIRE EXIT DRILLS FOR HOSPITALS, SANITARIUMS, 
| and CORRECTIVE INSTITUTIONS. 

(See also Section 24) 


1150. As outlined in §2401 and §2402, safety to life in buildings housing . 
sick, infirm and restrained patients is predicated upon fire-safe construc- 
tion, fire prevention and protection, adequate and competent personnel, and 3 
proper exits. 4 
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Such occupancies comprise, in large part, varied degrees of physical 
disability, and removal to the outside, or even disturbance by moving is 
inexpedient or impracticable in many cases, except as a last resort. Sim- 
ilarly, recognizing the operating necessity for restraint of the insane and 
incorrigible (oftentimes by use of barred windows and locked doors) exit 
drills are usually extremely disturbing, detrimental, and frequently im- 
practicable. 

In most cases fire and exit drills as ordinarily practised in other oc- 
cupancies cannot be conducted in hospitals and institutions. Fundamental- 
ly, superior construction, early discovery of incipient fires, prompt notifi- 
cation, and first-aid appliances must be relied upon to reduce the occasion 
for evacuation of buildings of this class to a minimum. 

Penal and corrective institutions housing those able to walk do not 
come within the scope of the Hospital fire drill. For them, discipline is 
such that habitual control of the occupancy admits of excellent exit drills 
along the lines recommended in other sections for industrial establish- 
ments or schools. Reformatories and asylums should employ a combina- 
tion of the two drills, depending upon the age of the occupants and the 
proportions of manual and educational training. All infirmary sections, 
sick bays, maternity wards, etc., of such institutions should, however, con- 
form to the drill code for hospitals. 

1151. Overcrowding in such buildings has a direct bearing on the prob- 
ability of fire as a hazard to life. Similarly, insufficiency of employees and 
of attendant supervision decreases the possibility of discovery of fire and 
transmission of alarm, contributes to panic, and precludes the orderly con- 
duct of fire drills. 

1152. The practice of leaving an entire building in the hands of a single 
member of the staff and a few attendants or nurses is deplored. Leave 
of absence and “off duty” are not recognized as arguments for the diminu- 
tion of attendant corps, as commonly practised. Peculiarly enough, over- 
crowding and lack of attendants are often contemporary. In a crisis, this 
combination may disorganize the best laid plans for fire and exit drills. 


Alarms (See also Section 10). 


1153. In case of fire drill audible alarms may be wholly or partly 
suppressed by the intervention of the superintendent in charge where gongs, 
sirens, whistles or bells may disturb hospital patients. The person charged 
with transmitting the alarm in the drill should, however, in all cases go 
through the motions of transmitting an actual fire alarm. 

Considerable use is made in large institutions of a whistle or a siren 
in the central power plant, in connection with the fire alarm system, to ring 
out the box location of alarm, and to summon aid from distant points, 
Where the physical and mental condition of occupants is not such that they 
are deemed likely to be objectionably affected by the sound of such a siren 
if used daily to indicate time at regular intervals, its use for fire alarm 
and fire drill has certain advantages; otherwise, alarm systems should be 


so designed that initial fire signals will sound only in departmental offices, 
engine room, fire brigade stations and other central locations, with provi- 
sions whereby authorized persons may send subsequent signals to sound a 
general alarm. 

1154. Hospitals should be patrolled at regular intervals, the person 
charged with this responsibility visiting all parts of the premises including 
closets, attics, etc. for the purpose of discovering fire in its incipiency. 


Fire Marshal in Charge of Drills. 


1155. The marshal or institution fire chief in charge of fire drill pro- 
cedure should be a fireman of experience, possessed of those qualifications 
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demanding respect and attention, and capable of performing his diverse 
duties with alacrity and intelligence. 


Nore: Depending somewhat upon the character of buildings, their 
size and the type of patients housed, the importance of this position 
should not be underestimated. An ardent and conscientious fire fighter, 
receiving the cooperation of the staff in his work, adds materially to 
the safety of the occupants. 


1156. Duties or THE Fire MarsHAL. 


(a) He shall be responsible for the location and sufficiency of first 
aid fire-fighting appliances, and, by regular inspection, shall supervise their 
repair and maintenance. He shall instruct all employees, including the 
staff, in the actual handling of extinguishers and in the actual extinguish- 
ment of prepared bonfires to acquaint the personnel with their proper use,. 
and to discourage any misgivings concerning handling such appliances. 

(b) He shall, by instruction and direction, educate all employees in 
the purpose and use of the fire alarm system and in the fire drill (and exit 
drill, if any) in response to alarms. 


(c) The method of handling hose lines from interior standpipes. 
should be demonstrated to and practised by all male employees in the 
separate buildings, and, where chemical tanks or carts are employed, their 
proper use and handling should be explained and drilled. In cases where 
water casks and buckets may serve to advantage, bucket brigade drills. 
should be practised. 


Nore: The extent of free brigade practice and drill, and the 
locations for its performance should not interfere with essential hos- 
pital routine. The superintendent should carefully study and consider 
this problem in cooperation with the fire marshal. Unless otherwise 
specifically designated, the methods of fire-fighting shall conform to 
the recommendations of the National Fire Protection Association for 
Private Fire Brigades. This does not necessarily embrace the opera~ 
tion of organized local or municipal fire departments. 


(d) The fire marshal shall make regular inspections of attics, base- 
ments, wards, closets and storage spaces, with power to order the rernoval 
of unnecessary accumulations of combustibles and to remove all egress. 
obstructions and fire hazards, both structural and operative. 


(e) The fire marshal shall note all repairs necessary to fire doors, 
exit doors, ramps, stairs and other means of egress. Cooperating with 
the engineer, he shall check up and maintain adequate water supply to 
sprinkler systems, standpipes, etc., recording for repair all leaks and de- 
ficiencies coming to his attention. 


Exit Drills. 


Note: Attention is called to the requirements of §2431 to §2449 of 
the Section on Hospitals, which recommends and in some cases requires. 
facilities for egress in a lateral direction and which prohibits outside exit 
stairs, fire escapes and slide escapes. (See also §1150.) 


1157. Due to the generally low ratio of attendants to patients and 
to the inability to hold regularly practised drills as in other occupancies, 
no regular or constant designation of those responding to fire alarm can 
be made. All employees should be schooled in the duties of members of 
the fire brigade in extinguishment of fire, as monitors to direct walking 
patients, and as guards for attention to bed patients. The relatively large 
turnover of employees in this class of occupancy accentuates the importance 
of constant and regular attention to preparedness in fire prevention and 
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protection, although no standard rule can be laid down as to the extent to 
which such drills can be practised. 


1158. Convalescent patients should be removed from involved zones 
lest their curiosity or anxiety hamper fire brigade activity, or cause them- 
selves injury. All sections should be assured of a necessary complement 
of doctors, nurses, attendants and other employees in reserve in readiness 
to assist in the transfer of bed patients to less exposed areas or sections. 


Procedure in Case of Fire. 


1159. The following practice is recommended wherever practicable. 
Modification of the plan or portions thereof may be necessitated by local 
conditions. The plan is intended to be applicable to any and all employees. 
It should be noted that the best laid plans for fire drills in existing build- 
ings of substandard or unsuitable construction cannot be expected to 
ameliorate deficiencies of construction contributing to fire probability, or 
the opportunity for fire spread. 

1160, Dtscovery or Fire. 


(a) The person discovering a fire shall immediately send an alarm 
from the nearest fire alarm box with the least disturbance and commotion 
and shall see that all doors adjacent to the fire are closed. 


(b) He shall advise another employee of location of fire, who in 
turn shall confirm the original alarm to the main office, and who shall 
join the discoverer near the fire. 


(c) The discoverer shall immediately return to the scene of fire, if 
possible, and attempt to extinguish it with first aid appliances available. 


Fire Brigade. 


1161. Those first responding to the fire, together with the alarmists, 
constitute the first fire defense. They shall strive to extinguish the blaze 
with the least confusion and annoyance to adjacent sections. Instructions 
should be “Keep Your Heap anp po Nor Quit, even though unsuccessful, 
but endeavor to check spread until arrival of the fire department.” 


Monitors. 


1162. The next arrivals, other than actually engaged in fire fighting, 
and simultaneously with that work, constitute monitors pro tem. They 
shall open horizontal exit doors to adjacent sections away from the fire, 
and conduct ambulant patients immediately thereto. Certain of these 
monitors shall remain with their charges, in readiness to conduct them 
still farther distant from the source of danger. Any surplus monitors 
shall return to check up delinquents and serve as guards in the involved 
section, 


Note. Monitors shall be provided with the necessary keys to operate 
all locks on detention room and wards, ward exits and other egress doors. 


Guards. 


1163. Other arrivals at the fire are guards whose duty it shall be to 
reassure and endeavor to quiet bed patients in the immediate zone of fire 
or smoke, and proceed to move the beds of the more seriously excitable to 
points of vantage in the event of the need for evacuation. By this time, 
assistance of monitors should be available, and an adequate force must 
stand guard for this emergency. 


1164. If the fire is uncontrollable, or has developed a bad smoke 
hazard, all available guards, monitors and firemen shall move patients out 
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of the sections involved by rolling or sliding their beds or mattresses 
through horizontal exits or down ramps where available; or, as a last 
resort, if required by continued fire and smoke spread in the sections va- 
cated, by carrying patients in mattresses down stair towers and to the out- 


side. 


FIRE EXIT DRILLS IN SCHOOLS 


(See also Section 21) _ 


1170, The following requirements are of necessity, general in scope, 
as it is appreciated they must apply to all types of schools as well as 
conditions of occupancies, such as truant schools, schools for mentally 
defective, the blind, deaf and dumb, colleges and public schools. It is 
fully recognized that no one code can meet all the conditions of the various 
buildings involved and it will be necessary for some school authorities to 
issue supplements to these requirements, but all supplements should be 
consistent with these requirements. 

1171. There shall be at least eight fire exit drills a year. In those 
climates where the weather is severe during the winter months, it is 
suggested that weekly drills be held at the beginning of the school term 
so as not to endanger the health of the pupils. 


Nore: It might be well to hold “practice” drills during inclement or winter _ 


weather. Such drills would be held at the regular dismissal time, when the pupils are 
fully clothed, by using the exit drill alarm signal, With such drills there would be no 
necessity of a return signal. 

1172, Drills should be executed at different hours of the day or 
evening; during the changing of classes; when the school is at assembly ; 
during the recess or gymnastic periods, etc. In other words, they should 
be executed at such irregular times as would tend to destroy any possible 
distinction between drills and actual fires. Cards of instruction should be 
conspicuously posted describing the procedure of the drills. 


1173. If a drill is called when pupils are going up and down the 
stairways, as during the time classes are changing without any semblance 
of order, the pupils should be instructed to form in file and immediately 
proceed to the nearest available exit in an orderly manner. 


1174. Exit drill alarm systems should be installed in accordance with 
the requirements of Section 10 of this code. All exit drill alarms should 
be sounded on independent signal systems and not on the signal system used 
to dismiss classes. Instructions in the manner of sounding exit drill signals 
and sending fire alarms should be given to all pupils so that there will 
be no delay either in emptying the building or calling the fire denartment 
in case of an actual fire. Whenever any of the school authorities determine 
that an actual fire exists, they shall immediately call the local fire department 
using the public fire alarm system. (See $1018.) In order that pupils will 
not be returned to a building which is burning, the recall signal shall be 
one that is separate and distinct from and cannot be mistaken for any 
other signals. Such signals may be given by distinctive colored flags or 
banners. If the recall signal is electrical, the buttons should be kept under 
lock, the key for which should be in the possession of the principal or 
some other designated person in order to prevent a recall at a time when 
there is a fire, Regardless of the method of recall, the means of giving the 
signal shall be kept under a lock. 


1175. As all drills represent an actual fire condition (see §1103) 


~ pupils should not be allowed to obtain clothing, after the alarm is sounded, 


even when in home rooms, on account of the confusion which would result 
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in forming the lines and the danger of tripping over dragging apparel. In 
order to avoid congestion around the school building which might interfere 
with the local fire department, each class or group should move to a 
predetermined point. 

1176. Wherever possible, drill lines should not cross a street or high- 
way, especially where the traffic is heavy. Where necessary for drill lines 
to cross roadways, hand signals reading ‘STOP! SCHOOL FIRE DRILL’ 
shall be carried by monitors to the traffic intersecting points in order to 
stop trafic during the period of the drill. 

Note, It is recommended that where drill lines must cross roadways, 
a police officer, school janitor, or a male teacher acting as a traffic officer 
be on duty to control traffic during drills. 

1177, Every fire exit drill shall be an exercise in school management 
for principal and teachers. The chief purpose of every drill is complete 
control of the class so that the teacher will form its ranks quickly and 
silently, may halt it, turn it or direct it as desired. Great stress shall be 
laid upon the execution of each drill in a brisk, quiet and orderly manner, 
Running should be prohibited. In case there are pupils incapable of hold- 
ing their places in a line moving at a reasonable speed, provisions should 
be made to have them taken care of by the more sturdy pupils, moving 
independently of the regular line of march. 

1178. Monitors shall be appointed from the more mature pupils to 
assist in the proper execution of all drills. They shall be instructed to hold 
open doors in the line of march and assist in every practical manner to 
create an orderly and perfect drill. There shall be at least two substitutes 
for each appointment so as to provide for proper performance in case of 
absence of the regular monitors. The searching of toilet or other rooms 
shall be the duty of the teachers or other members of the staff. If the 
teachers are to do the searching, it should be done after they have joined 
their classes to the preceding lines. If, for any reason, a line becomes 
blocked, some of the pupils should be countermarched to another exit in 
order to prevent panic conditions arising as a result of inactivity. 

1179. It shall be the duty of principals and teachers to inspect all 
exit facilities daily in order to make sure that all stairways, doors and other 
exits are in proper condition. Particular attention should be given to 
keeping all doors unlocked, having doors closed which serve to protect 
the safety of paths of egress (such as doors on stairway enclosures) and 
under no conditions blocked open, keeping outside stairs and fire escapes 
free from all obstructions and clear of snow and ice, allowing no accumu- 
lation of snow or ice or materials of any kind outside exit doors which 
might prevent the opening of the door or interfere with rapid escape from 
the building. 

Any condition likely to interfere with safe exit should be immediately 
corrected if possible, otherwise reported at once to the appropriate 
authorities. : 


Section 12. 
LIGHTING AND SIGNS. 


Exit Illumination. 


1201. All stairways and exits and the passageways appurtenant there- 
to except as otherwise provided in the several occupancy sections shall be 
H properly illuminated to facilitate egress. Such illumination shall be con- 
| tinuous during the time that the conditions of occupancy require that the 
exit ways be open or available. Artificial lighting shall be employed at 
such places and for such periods of time as required to maintain the illumi- 
i : nation to the full intensities herein specified. 


1202. (a) The floors of exit ways of buildings used for public as- 
sembly or congregation, schools, department stores, factories, mills and 
other occupancies as required by the several occupancy sections (Section 
21 and following) shall be illuminated at all principal points such as angles 
and intersections of corridors and passageways, stairways, landings of 
stairs and exit doorways to intensities of not less than 1.0 foot-candle and 
at all other points to intensities of not less than 0.5 foot-candle. (See 
§2318 for exceptions for factories, mills, etc.) 


(b) In like manner other buildings not excepted from these provi- 
sions shall have the floors of exitways illuminated to intensities of not less 
than 0.5 foot-candle at principal points and 0.2 foot-candle elsewhere. 

(c) In auditoriums and other places of assembly where pictures, 
motion pictures or other projections are made by means of directed light 
the illumination of the floors of exit ways may be reduced during such 
period of projection to intensities of preferably not less than one fifth of 
those specified under §1202 (a). At other times the full intensity of illumi- 
nation should be as required above (a or b). 

Nore. §1202 prescribes the minimum intensities of illumination, but 
generally greater intensities should be provided. The additional illumination 
should be from lights placed alternately with the required emergency lights 
and supplied from the general lighting circuits or sources or other sources 
similar to the required emergency lighting sources. 

1203. The lighting source shall be arranged to assure continued illumi- 
nation of all exitways in cases of emergency caused by the failure of the 
principal lighting of the building. Where electric current is the source of 
the lighting of buildings used for public assembly or congregation, the 
emergency lighting shall be from a source independent of that for the 
general lighting or shall be controlled by an automatic device which will 
operate reliably to switch the circuit to an independent secondary source in 
the event of failure of the primary source of current. Such electrical 
——- shall be in accordance with Article 700 of the National Elec- 
trical Code. 


The requirement for lighting of exits from a source independent of the 
general building lighting will apply only to: 

(a) All places of assembly. 

Exceptions: (1) Churches used exclusively for religious purposes. 
(2) Places of public assembly where assembly room floor 
area does not exceed 7,000 sq. ft. and where exit doors are 
within 5 ft. of grade level and where there are no balconies 
and where all exits lead directly to the outside of the 
building. . 

(b) Department stores of over 5,000 sq. ft. area on any one floor. 


oe 
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(c) Hotels with sleeping accommodations for more than 100 persons. 


(d) Hospitals, sanitariums and corrective institutions in accordance 
with Par. 2466. 


1204. The lighting and all control apparatus shall be installed so as 
to be under the supervision of and controlled only by authorized persons. 


Exit Signs. 


1205. Exit doors and passageways shall have signs visible from the 
exit approach indicating the way of egress. For auditoriums or other places 
of public assembly accommodating 200 persons or more there shall be placed 
over each door or doorway to be used for egress a sign with the word EXIT 
in plainly legible letters not less than 6 inches high and with principal strokes 
of such letters not less than 34 inch in width. All other places, where so re- 
quired by the several occupancy sections, shall have each exit door or exit 
way marked by signs with plainly legible letters not less than 6 inches high 
or by internally illuminated signs with letters not less than 414 inches high, 
Signs in corridors and other passageways where necessary to indicate the 
direction of egress shall have the words TO EXIT with a suitable pointer or 
arrow indicating the way. The lettering shall be of sizes not smaller than 
required for the exit signs. 

Exit signs shall be over doors or exitways and shall be suitably illumi- 
nated by a reliable light source giving an intensity of not less than 5 foot- 
candles on the illuminated surface. Such illumination shall be continuous 
as required for exit ways. Except where otherwise required by law or ordi- 
nance exit signs shall have white letters on a green field or for the internally 
illuminated types shall have green letters of translucent material in an opaque 
field. Artificial lights giving illumination to exit signs other than the inter- 
nally illuminated types shall have screens, discs or lenses of not less than 25 
square inches area made of translucent material to show green on the side of 
approach. The green used for translucent materials shall be of the hue 
known as signal green or admiralty green. 

Note. Green is prescribed for exit signs in conformity with the color 
scheme adopted for traffic signals. Except where otherwise required by 
law or other compelling circumstance the light source should give a white 
light for the better illumination of the sign and the vicinity of the exit door. 

1206. Exit signs, where electrically lighted, shall be connected with an 
independent lighting source, as provided in §1203. 
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The population of a mezzanine floor discharging through a floor below 
shall be added to the population of such floor. 


2014. The street or ground floor exits shall be as follows: 
No. persons per 


unit of extt 
Occupancy width 
Low or moderate hazard ......... ave 2100 
High hazard. s.ic0ne5 2's pdb nadedane sa Oe 


Note: The doors specified by this paragraph are for the first floor 
population and are in addition to those required at the foot of stairways. 


2015. The height of new buildings shall be limited to the number of 
stories indicated in the following table, except as lesser height limits are 
specified by occupancy sections (schools §2106-§2108; hospitals, sanitariums 
and corrective institutions §2413-§2416; places of public assembly §2531- 
§2533; hotels and apartment houses §2626, §2627; office buildings §2741). 
For existing buildings see §2016. 

HEIGHT In SrorIEs 
Low Moderate High 
Hazard Hazard Hazard 


Frame construction ............++ wine wemiew 3 2 1 
Masonry Wall and Joist ........eeeeeeceers 6 4 2 
Heavy Timber .........0+0 asker ieeeradece 6 4 
Hire esteli Oct aia eniy eke aves as haw eames No limit No limit i 


Norte: There is a limit of height of combustible and hazardous occu- 
pancy buildings above which it is believed that exit facilities, no matter to 
what extent provided, cannot be relied upon for life safety. This is the 
reason for the inclusion of height limits. It should be noted that these are 
specified from the viewpoint of life safety, and may not coincide with 
height limits specified for other purposes. 

2016. Existing buildings may be occupied two stories higher than the 
limits specified by §2015, if completely protected by a system of automatic 
sprinklers installed and maintained in accordance with the standards of the 
National Fire Protection Association. (See §14.) 

(For special requirements for existing school buildings see Section 21; 
hospitals, sanitariums and corrective institutions, Section 24; hotels and 
apartments, Section 26 and office buildings Section 27.) 


Occupancy Classification. 

2017. The hazard of occupancy of buildings shall be determined in 
accordance with the following paragraphs, subject to the provisions of 
the occupancy sections applying. (The several occupancy sections in 
general classify the hazards of the specific occupancies treated.) For 
some occupancies, such as factories, the hazard of the materials stored 
or used varies widely and the occupancy classification should be varied 
accordingly by the enforcing authority. 

Note. The hazard of the contents of a building is an important 
factor in life safety and in the exits required. (See §2013.) 

2018. Where more than one occupancy classification hazard is found 
in a single building, the most hazardous occupancy found shall govern 
exit construction and height requirements, except that where higher 
hazard occupancies are found on upper floors and lower hazard occu- 
pancies are found on lower floors, so that the safety of egress of the 
population of the lower hazard area will not be endangered by fire in 
= higher hazard area, exceptions may be made by the enforcing au- 

jority. 
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2019. Low Hazarp occupancies are those having contents which 
do not ordinarily burn rapidly or with excessive smoke and from which 
neither poisonous fumes or explosions are to be feared in case of fire. 


The following list indicates the types of occupancy coming within 


this class: = 
Hospitals (where no exposure from nitrocellulose film or hazardous 
gases). 


Schools. 
Office Buildings. 
Industrial properties with occupancies such as: 


Asbestos. 

Baking Powder. 

Black lead. 

Buttons (pearl or bone). 

Canneries (for fish, fruit, and vegetables). 
Chalk and crayon. 

Condensed milk. 

Glass. 

Glue, mucilage, paste, and size. 

Ivory. 


Leather (excluding boots and shoes and japanning or enameling) 


Metals (excluding japanning or enameling). 
Porcelain and pottery, 

Tale and soapstone. 

Tanneries (excluding japanning or enameling). 


2020. Moperate Hazarp occupancies are those having contents which 
are liable to burn with moderate rapidity and to give off a considerable 
volume of smoke, but from which neither poisonous fumes nor explosions 


are to be feared in case of fire. 


The followin, 


this class: 


Department Stores. 
Industrial properties with occupancies such as: 


Bags (cloth, burlap, and paper). 
Bagging and burlap. 

Bakeries, 

Baskets. 

Belting (canvas). 

Boots and shoes. 

Buttons (metal or cloth covered). 
Canvas. 

Cardboard. 

Carpets and rugs. 

Clothing (woolen). 

Cordage. 

Furs. 

Hair goods. 

Horn and combs (not pyroxylin plastic). 
Packing houses. 

Paper mills. 

Printing, lithographing, bookbinding. 
Soap. 

Textile mills. 

Tobacco, cigars, cigarettes, and snuff. 
Woodworking (excluding dipping or varnishing). 


g list indicates the types of occupancy coming within 
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2021. Hicu Hazarp are those having contents which are liable to 
burn with extreme rapidity or from which poisonous fumes or explo- 
sions are to be feared in the event of fire. 


The following list indicates the types of occupancy coming within 
this class: 


Dry Cleaning Establishments. 
Industrial properties with occupancies such as: 


Artificial flowers. 
Artificial leather. 
Carpet linings. 
Celluloid. 
Cereal mills. 
Chemicals of all kinds (except where serious flame, fume, or 
explosion hazards are not present). 
Clothing (cotton). 
Cotton batting. 
Cotton waste. 
Explosives. 
| Feather renovating. 
| Feed, flour, and grist mills. 
Fireworks. : 
 teloaucaeg or Enameling. 
mitation Leather. 
Matches. 
Rag sorting (cotton). 
Shoddy mills. 
| Starch mills. 
Straw goods. 
Varnish. 
Woodworking (with dipping or varnishing). 
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Section 21. 
SCHOOLS. 


Introduction. 


2101. The purpose of this code is to provide exits sufficient to empty 
school buildings promptly after alarm of fire has been given, and to pro- 
vide for construction such that buildings may be emptied without. danger 
to life by fire, smoke or resulting panic. Many of the requirements made 
for life safety will incidentally contribute materially toward fire safety of 
school building property. 

2102. This section does not go into details of stairway construction 
and other engineering standards, but hereinafter makes reference to the 
engineering standards sections of the code for such features, covering here 
only features where variations from the general standards apply to school 
buildings, 

2103. This code gives minimum requirements in all cases; better con- 
struction should be used where circumstances permit. 

Buildings of low height are recommended because of their greater 
life safety and should be used where land is available; this code, however, 
recognizes the necessity for higher buildings in cities and provides ac- 
cordingly. 


New Building Construction. (For Existing Buildings see §§ 2147-2153). 


2104. The following requirements (§§ 2105-2120) shall govern con- 
struction and limit heights, 


2105, For the purposes of this code, the basement (or “ground 
story”) shall be considered a story if the ceiling is 7!4 feet or more 
above the grade level at any point next to the building. 

Nore. This is to prevent evasion of requirements, e. g. by designating as “two 
story and basement” a building which from a life safety standpoint is really a three 
story building. 

2106. All buildings over two stories in height, and two-story build- 
ings if basements are used or usable for any purpose other than the 
heating plant, shall be of fire-resistive construction. 


2107. Buildings of from three to six stories in height (or two to 
five-story buildings if basements are used or usable for any purpose other 
than the heating plant) shall have fire-resistive floors, walls and partitions, 
but trim, finish floor, sash, doors and frames may be of wood, except 
where otherwise required. 

2108. Buildings of more than six stories (and six-story buildings 
if basements are used or usable for any purpose other than the heating 
plant) shall be of fire-resistive construction throughout except that finish 
floor only may be of wood. 


2109. The interior wall and ceiling finish in two-story buildings (see 
§ 2107 for higher buildings) and in one-story buildings if basements are 
used or usable for any purpose other than the heating plant, where hollow 
wood studded wall and partition construction is used, shall be plaster, or 
other finish equally smoke-tight. All hollow spaces in wood stud walls or 
partitions shall be fire stopped at floor lines with incombustible material. 
Board floors on wood joists shall be double with fire retarding felt or paper 
between layers. Wood or other combustible finish shall cover only minor 
portions of the wall surface and where used shall have plaster or equivalent 
backing (e. g. wood wainscoting prohibited). 

2110. In buildings of more than two stories all glass between rooms 
and corridors shall be wired glass. 
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2111. All basement walls and partitions shall be of fire-resistive 
construction. 

2112. It is recommended that the first floor be entirely of fire-resistive 
construction, except finish floor. 

2113. Floor construction, except finish floor, shall be fire-resistive im- 
mediately above rooms used for manual training, domestic science, kitchens, 
laboratories, shops, boiler or heater rooms or fuel storage, or other similar 
occupancy. 

2114. Doors to basement rooms of occupancies listed in §2113, lead- 
ing to stairs, corridors or other lines of exit shall be self-closing, of metal 
or metal covered, and windows leading to corridors shall be approved 
wired glass windows with stationary metal frames. 


Heatine Pants. 


2115. All heating plants within school buildings, including fuel 
storage rooms, shall be completely surrounded by fire-resistive enclosures 
with self-closing fire doors protecting all openings thereto, except those 
in exterior walls. 


AvuDITORIUMS AND GyMNASIUMS, 
(See also §2143.) 


2116. Gymnasiums, if used for auditorium purposes, shall be classed 
as auditoriums. 

2117. Auditoriums and gymnasiums should preferably be located on 
the first floor. No required independent exit should be more than four 
feet below the finished grade, nor, except balcony exits, more than twenty 
feet above the finished grade. 

2118. If both an auditorium and gymnasium are provided in the same 
building (so that the gymnasium will not be used for auditorium purposes) 
the gymnasium may be located on any floor, provided the egress facilities 
are in accordance with the provisions of this code. 


Licot WELLS AND SHAFTS. 


2119. Light wells are not recommended. If provided, they shall be 
open at the top. If less than 10 ft. in least dimension, they shall be 
enclosed by walls having fire resistance at least equal to that specified for 
pao enclosures and shall have wired glass windows in stationary metal 
rames. 


2120. Elevator and dumb waiter shafts shall be constructed of fire- 
resistive materials at least equal in fire resistance to the required stair 
enclosures, and all openings shall be provided with approved fire doors 
(see Section 5) kept normally closed by means of proper hardware. Other 
openings such as dust and package chutes shall be enclosed or protected in 
a standard manner. Incinerator chutes shall be so arranged and protected 
that fire cannot travel back through them. 


Number and Location of Exits. 


2121. Stairways and other exits shall be provided in sufficient num- 
ber to comply with the Rules for Determining Required Exits §§2135- 
2141), and shall also comply with the following requirements. 

Note. The term “exit” is intended to describe egress secured through 
one or more openings leading out of doors either directly. through a stair- 
way, or through a way of access to such an opening or stairway, which 
way is protected by a smoke stop. 
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2122. Not less than two enclosed inside stairs, ramps, smokeproof 
towers, or doors leading to the outside of the building remote from each 
other, shall be provided from every floor, including basements. 


2123. Exits shall be so arranged with respect to corridors, passages 
and stair wells that there are no pockets or dead ends in which pupils might 
be trapped. 

2124. All required stairways shall be located adjoining outside walls 
and shall open directly outdoors. This requirement shall not, however, be 
construed as prohibiting vestibules or other protection against cold or storm, 
provided there is no curtailment of the exit facilities, as herein specified. 

2125. Exits shall be so located that at least one stairway or other exit 
will be within 100 feet (measured along the line of travel) of the corridor 
exit door of every room; provided that in buildings completely protected 
by an automatic sprinkler system installed and maintained in accordance 
with the requirements of the National Fire Protection Association (see §14), 
this distance may be 150 feet. 

2126. Every room with a capacity of over 100 persons (2000 sq. ft. 
as per §2135, Note 1) shall have at least two doorways as remote from 
each other as practicable. 


Corridors. 


2127. Corridors shall be at least 8 ft. wide. Where doors swing into 
corridors the clear straight width shall not be less than six feet at any 
point. (See also §502A.) 


Note. It is recommended that in elementary schools lockers should not 
be located in corridors. 


Stairway Construction. 


2128. Stairs shall be Class A or Class B as specified in the section of 
this code on stairways. (See §§120-130 and preceding general requirements. 
of Section 1.) 

No winders shall be permitted on stairs used by pupils irrespective of 
whether stairs constitute required means of egress. In elementary schools. 
intermediate hand rails shall be provided where width exceeds 66 inches. 
(See §117.) 

2129. Wherever stairways are specified in this code, ramps of the same 
class (see Section 3) may be substituted. 


Stairway Enclosures. 


2130. All stairs shall be enclosed with enclosures Types Nos. 1, 2 or 3 
as specified in the section of this code on Stairways (See §§135-144), except 
that the partitions separating the corridor from the stair hall may be of wired 
glass in metal frame, or of approved glass blocks. Doors in such partitions 
shall be of clear wired glass in metal frames (Class C). 


Doors and Smoke Stops. 


2131. All doors into stair enclosures shall be of the self-closing type, 
shall swing with the exit travel and be smoke resistive. 


Note. By a smoke-resistive door is meant a light door of metal or 
metal covered or other approved type with clear wired glass panels. 


2132. A smoke stop, with double swing door or doors, of smoke-resistive 
construction as defined by the foregoing note, should preferably be provided 
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across each corridor between each two stairways, and shall be provided one 
in every corridor of 300 ft. or more in length, and in any case not over 
300 ft. apart. : 


In buildings of non-fire-resistive construction not over two stories in 
height smoke stop doors may be of ordinary wood panel type not less than 
13% in. thick with clear wired glass panels. 

2133. Doors in smoke stops and in stair enclosures, if kept normally 
open, shall be provided with fusible link holds or equivalent devices and 
shall also be provided with friction devices of a type that may be readily 
disengaged, so arranged that the doors will be released by heat or may be 
readily released manually. 


2134. Exterior doors shall be operated by bars or other panic hard- 
ware device, in accordance with §512. 


Rules for Determining Exits. 


2135. Exrrs rrom Upper Stories. For floors above the first, stairways 
or ramps shall be provided conforming with the preceding general require- 
ments, in accordance with the following formula: 


Number units exit width _ Gross area per floor (square feet) 
(one unit = 22 inches) 2400 


Nores: (1) This formula is derived from §2013, figuring one person 
per 40 square feet of gross area per floor, and one unit of stairway width 
for each 60 persons. This provides exits sufficient to empty a three-story 
building in about 11% minutes. The figure of 40 sq. ft. per person is 
based on a net area used for class rooms of half the gross floor area, with 
an occupancy of one person per 20 sq. ft. of net area used for educational 
purposes. This provides for average population of most crowded schools as 
shown by counts of typical schools, and is in substantial agreement with 
various state laws governing school construction. 

(2) Where foregoing requirements for construction, enclosure of 
stairways, etc., are not met, additional exits may be required—See Existing 
Buildings. 

(3) It is intended that any given stairway may be used as a required 
exit from all the floors which it serves. If for example the third story of a 
building is required by the formula to have three stairways, and the second 
story three stairways, the second floor may utilize the stairways also serving 
the third floor, so that the total number of stairways required will be three, 
not six. 

2136. Auditoriums and gymnasiums which may be used for auditorium 
purposes are figured separately on the basis of one person for each 6 square 
feet of net floor area. (See §2543.) 

2137. The required exits specified by §2135 shall lead by a direct line 
of travel to the ground. 

2138. A unit of stairway width shall be 22 in. All stairways shall be 
at least 2 units wide. A unit of door width shall be 22 in. but a 40 in. 
door may be accepted as 2 units. (See §504.) 

2139. All stairways from upper floors shall be continuous from the top 
floor to the ground level, except stairs used exclusively by janitor or other 
employees. 

2140. Basement Exits. The basement (or “ground story”) shall be 
treated the same as an upper story in accordance with §2135, and exits shall 
be provided accordingly, either stairs leading to the first story or doors 
leading directly outdoors. 
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2141. First Fioor Doors shall be provided as follows: 
a. One unit of door width for each unit of stairs from upper floors. 


b. One additional unit of door width for each unit of required 
stairs from basement. 


c. One additional unit of door width for each 4000 square feet or 
fraction thereof of gross area of the first floor. 


d. One additional unit of door width for each 600 square feet or 
fraction thereof of floor area of auditoriums and gymnasiums on the 
first floor. 


Nore: See §110 for conditions under which doors serving stair may 
be reduced in width. See Section 25 for conditions under which smaller 
number of exits may be permitted for auditoriums and gymnasiums. 


2142. Exampte. Assume a three story and basement building. As- 
sume that there is an auditorium (no basement) in a wing 50 x 60 feet on the 
first floor; first floor area 10,500 square feet, other floors 750 square feet 
per floor. Assume that there are no independent exits from basement and 
that the occupants of the basement must use first floor exit doors. 


Stairs from upper stories will be, substituting in the formula §2135: 


No. units stair width = 7500 — 314 


2400 


.. Therefore 2, 2-unit stairways will be required. Stairs from basement 
will be the same. 


Street floor doors (see §2141) will be 


a. To serve stairways from upper floors 4 units. 

b. To serve stairways from basement 4 units. 

c. To serve first floor, 7500 2 units. 
4000 

d. To serve auditorium, ax == 5 units. 


Total street floor doors required = 15 units. 


This street floor door requirement may be satisfied by providing 7, 
40-inch doors and one single unit door or other equivalent arrangement. The 
doors (a) and (b) should be located at the stairs, the doors (d) should 
provide a path of travel to the open air as direct and short as possible. 

The doors (c) may be at any convenient location, so disposed that the 
requirement for two ways out of every floor area will be satisfied. 


Auditoriums. 


2143. (a) For auditoriums and gymnasiums exit facilities shall be 
provided in general conformity with those hereinbefore specified for 
other parts of the building. 


(b) Where auditorium and gymnasium exits lead through corridors or 
stairways also serving as exits for other parts of the building the exit 
capacity shall be sufficient to permit simultaneous exit from auditorium 
and class room sections, except in case of auditoriums and gymnasiums 
of types suitable only for use of the school population (and therefore 
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not subject to simultaneous occupancy) in which case the same exit 
facilities may serve both sections. 


(c) Where school auditoriums are designed for general public as- 
sembly purposes they shall conform to Section 25 of this code. 


is | Fire Alarm. 


ti 2144, Every building shall be equipped with a fire alarm system in ac- 
Hy | cordance with Section 10. 


Nore: Code signals indicating where the alarm originates are not recommended 
for schools, 


Lighting and Signs. 


i} | 2145. All auditoriums, assembly halls, gymnasiums, stairways, cor- 
i) ridors, exits and exitways shall have illumination and signs in accordance 
| with Section 12, 


ii EXISTING SCHOOL BUILDINGS. 


i 2146. It is recommended that existing buildings be made to conform 
| to the foregoing requirements as far as possible. The following require- 
ments for existing buildings afford a minimum degree of safety for such 
buildings. Each building should be taken as a special case to be considered 
on its own merits. In general it will be found that the installation of 
‘iia automatic sprinklers will be the most satisfactory method of compensating 
| for construction deficiencies in existing school buildings. 


Building Construction. 


; | 2147. The following requirements (§§ 2105-2120) shall govern con- 
i | struction and limit heights. (See Section 1 for definitions of terms used 
: in describing types of building construction.) 


a. For the purposes of this code, the basement (or “ground story”) 

| shall be considered a story if the ceiling is 734 feet or more above the 
grade level at any point next to the building. 

Nore. This is to prevent evasion of requirements, e. g. by designating as “two 


story and basement” a building which from a life safety standpoint is really a three- 
story building. 


2148. As minimum requirements for existing buildings of two stories 
q or higher where hollow wood studded wall and partition construction is 
| : used, the interior wall and ceiling finish shall be reasonably smoke-tight ; 
! board floors on wood joists shall be double with fire retarding felt or 
paper between the upper and lower flooring, except that existing tight 
double floors may be accepted without fire retarding felt or paper. For 
| such buildings of over two stories the interior wall and ceiling finish shall 

be plaster or other finish equally smoke-tight and fire retardant. Wood 
| or other combustible finish shall cover only minor portions of the wall 

surface (e. g. wood stair soffits and wood wainscoating prohibited) and 
\ where used, shall have plaster or equivalent backing. 


| 2149. Boiler or heater rooms or rooms used for fuel storage shall 
| in all cases have incombustible or fire-restrictive enclosure walls and floors, 

with self-closing fire doors protecting all openings thereto, except those 
in exterior walls, and ceiling protection of cement or gypsum plaster on 
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metal lath or equivalent. Interior windows between ‘boiler or heater rooms 
or rooms used for fuel storage and corridors used for exits shall be wired 
glass in stationary sash. 


2150. Three-story non-fire-resistive buildings may be accepted pro- 
vided basements and rooms used for manual training, domestic science, 
kitchens, laboratories, shops, boiler or heater rooms, rooms used for fuel 
storage or similar occupancy, have walls and ceilings finished on the inside 
with cement or gypsum plaster on metal lath or equivalent fire and smoke- 
resistive coverings, and all hollow spaces in combustible floors, walls, and 
partitions above and around them firestopped with incombustible material, 
or if rooms used for such occupancies are completely protected by an 
automatic sprinkler system installed in accordance with National Fire 
Protection Association standards (see §14) and properly maintained. 


2151. Four-story non-fire-resistive buildings may be accepted if 
basements are completely protected by automatic sprinklers and rooms 
of occupancies listed in §2150 and the ceilings under and the walls around 
the corridors used for exit, are finished on the inside with cement or 
gypsum plaster on metal lath, or with equivalent fire and smoke-resistive 
finish and all hollow spaces in combustible floors, walls and partitions 
around and above are firestopped with incombustible material; or, if the 
whole building below the top story* is completely protected by an auto- 
matic sprinkler system installed in accordance with National Fire Protec- 


tion Association standards, and properly maintained. 


2152. Five-story non-fire-resistive buildings may be accepted if rooms 
of occupancies listed in §2150 and the ceilings under and the walls around 
the corridors used for exit, are finished on the inside with cement or 
gypsum plaster on metal lath, or with equivalent fire and smoke-resistive 
finish, and all hollow spaces in combustible floors, walls and partitions 
around and above are firestopped with incombustible material; and in 
addition the entire building below the top story* is completely protected by 
an automatic sprinkler system installed in accordance with National Fire 
Protection Association standards and properly maintained. 


2153. Auditoriums and gymnasiums should preferably be located on 
the first floor. 


Gymnasiums if used for auditorium purposes, shall be classed as 
auditoriums. 


Auditoriums may be allowed above the first floor if provided with 
proper exits as specified herein, and in the case of location above the second 
floor (see §2147 a) if the entire building up to and including the 
auditorium or gymnasium story is of fire-resistive construction, or of 
ordinary construction with all walls and ceilings finished with cement 
plaster on metal lath or equivalent fire and smoke-resistive finish and all 
hollow spaces in walls and ceilings firestopped with incombustible ma- 
terial; or if in addition to the minimum structural requirements of §2148, 
the whole building below auditorium or gymnasium level is protected by 
an automatic sprinkler system, installed in accordance with National Fire 
Protection Association standards, and properly maintained. 


Number and Location of Exits. 


2154. Stairways and other exits shall be provided in sufficient number 
to comply with the Rules for Determining Required Exits (§§2135-2141), 


*Nore, It is strongly advised that automatic sprinkler equipments be installed to 
protect the entire building, including the. top story, although sprinklers may be omitted 
from the top story without seriously affecting the safety of occupants, 
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as modified by §2167 and shall also comply with the following requirements. 

2155. Not less than two exits, remote from each other, shall be pro- 
vided from every floor, including basements. 

2156. Exits shall be so arranged with respect to corridors, passages, 
and stair wells that there are no pockets or dead ends in which pupils 
might be trapped. 

2157. Exits shall be so located that at least one stairway or other exit 
will be within 100 feet (measured along the line of travel) of the corridor 
exit door of every room; provided that in buildings completely protected by 
an automatic sprinkler system installed and maintained in accordance with. 
the requirements of the National Fire Protection Association (see §14), 
this distance may be 150 feet. 


Corridors. 


2159. Corridors shall be at least 8 ft. wide where doors swing into 
corridors, the clear straight width shall not be less than 6 ft. at any point. 


Nore. It is recommended that in elementary schools lockers should 
not be located in corridors. 


Stairway Construction. 


2160. Stairs shall be in accordance with the section of this code on 
oe (See §§120-130 and preceding general requirements of Sec- 
tion 1. 

No winders shall be permitted on stairs used by pupils irrespective of 
whether stairs constitute required means of egress. 

2161. Wherever stairways are specified in this code, ramps of the same 
class (see Section 3) may be substituted. 


Stairway Enclosures. 


2162. Stairs shall be enclosed with enclosures Types Nos. 1, 2, 3 or 4 
as specified in the section of this code on Stairways (see §§ 135-145), as 
follows: 

(a) All basement stairways. 

(b) All stairways in buildings of ordinary construction. 
ge {o Stairways in fire-resistive buildings three stories or more in 

eight. 

Nore: Where all stairways are not enclosed, and automatic sprinkler 
protection is not provided, increased exit capacity is required by §2167. 


Doors AND SMOKE STOPS. 


2163. All doors into stair enclosures shall be of the self-closing type, 
shall swing with the exit travel and be smoke resistive. 

Nore. By a smoke-resistive door is meant a light door of metal or 
metal covered or other approved type with clear wired glass panels. 

2164. A smoke stop with double swing door or doors, of smoke- 
resistive construction as defined by the foregoing note, should preferably 
be provided across each corridor between each two stairways, and shall 
be provided one in every corridor of 300 ft. or more in length, and in any 
case not over 300 ft. apart. 

In buildings of non fire-resistive construction not over two stories in 
height, smoke stop doors may be of ordinary wood panel type not less 
than 13 in. thick with clear wired glass panels. 
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2165. Doors in smoke stops and in stair enclosures, if kept normally 
open, shall be provided with fusible link holds or equivalent devices and shall 
also be provided with friction devices of a type that may be readily disen- 
gaged, so arranged that the doors will be released by heat or may be readily 
released manually. 


2166. Exterior doors shall be operated by bars or other panic hard- 
ware device. (See §512.) 


Required Exits. 


2167. The necessary exit capacity shall be determined by the same 
rules as for new buildings (§2135-§2141), except that an existing 40 in. 
stairway may be accepted as 2 units and a 34 in. stairway as 1% units 
(see §147) and that where stairways are not enclosed (see §2162), and auto- 
matic sprinkler protection is not provided, the number of units of exit width 
as determined by §2135 shall be doubled. Where existing stairways do not 
provide the necessary number of units thus determined, the required capacity 
may be obtained by adding Class A Outside Stairs (see § 215-235). En- 
closed Slide Escapes (Section 9), or Class B Outside Stairs (§ 237-§ 249), 
may be accepted if already installed, 


Fire Alarm. 


2168. Every building shall be equipped with a fire alarm system in ac- 
cordance with Section 10. 


Nore: Code signals indicating where the alarm originates are not recommended 
for schools. 


Lighting and Signs. 


_. 2169. All auditoriums, assembly halls, gymnasiums, stairways, cor- 
ridors, exits and exitways shall have illumination and signs in accordance 
with Section 12. 


FIRE EXIT DRILLS 
2180. Fire exit drills shall be conducted in accordance with Section 11. 


Section 22. 


DEPARTMENT STORES. 
introduction. 


2201. The fundamental principle of this code is to specify exits 
sufficient to empty department store buildings in case of fire and to pro- 
vide construction and protection such that buildings may be emptied 
without danger to life by fire, smoke or resulting panic. Property damage 
from fire is not the concern of this code, although many of the require- 
ments made for life safety will incidentally contribute toward fire safety 
for department store property. 


2202. This section does not go into details of stairway construction 
and other engineering standards but makes reference to the engineering 
standards sections of this code for such features, covering here only 
features where variations from the general standards apply to depart- 
ment store buildings. 


2203. This code gives minimum requirements in all cases; better con- 
struction should be used where circumstances permit. It applies to both 


new and existing buildings; for existing buildings certain modifications 
are specified. 


Number and Character of Exits. 


2204. No portion of any building or section shall be more than 100 feet 
(along the line of travel) from the nearest exit; provided that in buildings 
completely protected by an automatic sprinkler system installed and main- 
tained in accordance with the requirements of the National Fire Protection 
Association (see §14) this distance may be 150 feet. Exits shall be as remote 
from each other as practicable. Exits shall be so arranged with regard to 
floors that there are no pockets or dead ends of appreciable size in which 
occupants may be trapped. 


2205. Not less than two means of exit shall be provided on every 
floor, including basements, of every building or section. On the street 
floor at least one of these shall be a door leading directly outside the 
building and the other shall be a door leading outside the building or 
a standard horizontal exit. On upper floors and basements, one exit shall 
be an inside stairway (or srokeproof tower) and the other or others 
shall be inside stairways (or smokeproof towers), escalators or horizontal 
exits. 

Note. The exits required by this rule may also be included as con- 
stituting a part of the required exit capacity specified by §§2222-2226 but in 


no case shall any other provision of this code be construed as waiving this 
minimum requirement. 


2206. Exit capacity as specified by §§2222-2226 shall be secured by 
providing standard egress facilities in accordance with the several sections 
of Part A applied and modified as follows (§§$2207-2219) : 


STAIRWAYS: 


2207. Stairways and stairway enclosures shall be in accordance with 
Section 1. Stairs shall be Class A or Class B for new buildings and may 
be Class C for existing buildings. 


Wherever stairways are specified, ramps of the same class (see Section 
3) may be substituted. 


68 


SECTION 22, DEPARTMENT STORES 69 


2208. In buildings with standard automatic sprinkler protection, 50 per 
cent of the required stairways may discharge through the main street floor 
area instead of direct to the street as required by §110. 


OutsipE Stairs: 

2209. Outside stairs or fire escapes are not accepted as required 
means of egress for department store buildings. 
Horizontat Exits: 

2210, Horizontal exits shall be in accordance with Section 4. 


2211. In fire-resistive buildings with standard automatic sprinkler 
protection, where fire-exit partitions are provided on all stories (and 
basements) except the street floor, credit may be received for horizontal 
exits if all required stairways or other exits from upper floors (and 
basements) are enclosed and discharge directly to outside the building 
as per §110 and where all vertical openings are enclosed or protected. 


Doors: 


2212. Doors shall be in accordance with Section 5. Revolving doors 
are permitted subject to the restrictions of §§510, 511. (Revolving doors 
tay be used between street floor and street, but not at foot of stairs.) 


2213. The distance between adjoining groups of street floor doors 
shall not exceed 150 ft. The minimum width of any street floor door 
group shall be 2 units. 

AISLES AND CorRIDORS: 
2214. Aisles and corridors shall be in accordance with Section 6. 


2215. The minimum width of any aisle leading to exterior doors 
shall be 5 feet, and the total width of aisles running parallel in either 
direction shall be at least as great as the required width of exit doors 
toward which the aisles lead. 


ELEVATORS: 
2216. Elevators should be in accordance with Section 7, but are not 
counted as required means of egress, 


ESCALATORS: 


2217. Escalators, in accordance with Section 8,, may constitute re- 
quired means of egress. 

Escalators may discharge through the main street floor area under the 
conditions specified in §2208, provided that not more than 50% of the total 
ri capacity of stairs, and escalators discharges through the main street 

loor area, 


Supe Escapes: 

2218. Slide escapes (Section 9) shall not constitute required means 
of egress for department stores. 
ALARMS AND DRILLs: 


2219. Alarm systems shall be in accordance with Section 10. 
2220. Fire exit drills shall be in accordance with Section 11. 
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Sicns anp LIGHTING: 
2221. Stairways, exits, exitways and places of assembly shall have 
illumination and signs in accordance with Section 12. 


Required Exits. 

2222. Units of exit width in accordance with §§2207-2218 shall be 
provided for each story above the first and for basements not used for sales 
in the amount determined by the following formula: 


Number units exit width __ Gross area of story (square feet). 
(one unit = 22 inches) ~~ 60 x 60 


Notes: (1) This formula is derived from §2013, figuring one person 
per 60 square feet of gross area per floor, and one unit of stairway width for 
each 60 persons, 


2223, Where foregoing requirements for construction, enclosure of 
stairways, etc., are not met in existing buildings, stairway requirements shall 
be doubled in accordance with §2013. 

(2) It is intended that any given stairway may be used as a required 
exit from all the floors which it serves. If for example the third story of a 
building is required by the formula to have three stairways, and the second 
story three stairways, the second floor may utilize the stairways also serving 
the third floor, so that the total number of stairways required will be three, 
not six. 

2224, The exits required for sales basements shall be determined by 
the following formula: 


Number units exit width __ Gross area per floor (square feet). 
(one unit = 22 inches) ~~ 30 x 60 


Nore: This formula is derived from §2013, figuring one person per 30 
square feet of gross area per floor, and one unit of stairway width for each 
60 persons, 

2225. Basements, and upper floors, not used for sales purposes and 
occupied as work rooms, offices, etc., shall have exits determined on the 
basis of one person per 100 sq. ft. gross area per person or in accordance 
with the requirements of other sections of this Code for the actual occu- 
pancy. 


Street Floor Exits. 


2226. Street floor doors (in accordance with §§2212, 2213) shall be 
provided with number of units of width at least as many as the aggregate 
number of units of width of stairways, ramps, and escalators constituting 
required means of egress for upper floors and basements, plus one unit of 
door width for each 3000 square feet of street floor area. 


Note: See §110 for conditions under which doors serving stairs may be 
less than stairs. 


Protection of Vertical Openings. 
2227. All stairways, elevator shafts, and other vertical openings except 
as noted below shall be protected by enclosures not less than the following: 
For new buildings—Enclosures Nos. 1, 2 or 3 (see §§135-144). 
For existing buildings—Enclosure No. 4 (sce §145). 


Exceptions : 


One and two story buildings. 
Ornamental stairs as permitted in §136. 
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Existing buildings not over 5 stories when protected by a standard 
automatic sprinkler system. 


Norte: It is strongly recommended that all stairways, elevator shafts 
and other vertical openings be enclosed or protected even where not re- 
quired. 


2228, Mezzanine Floors or Balconies may be permitted without pro- 
tection of the vertical opening between mezzanine and floor below, 
provided there is not more than one mezzanine floor or balcony between 
complete floors above and below. Where there is a light well or open 
space piercing two or more stories, the entire building shall be considered 
to have unprotected vertical openings. Mezzanine floors shall be con- 
sidered as half a story for the purposes of height limit requirements except 
that when the area of the mezzanine is more than 50% of the area of 
the floor immediately below it, the mezzanine shall be considered a story. 


Limitations in Use of Buildings for Department Store Purposes. 


2229. Buildings shall not be used for department store purposes above 
the heights specified in the following table. Higher stories in existing build- 
ings may be used for storage purposes only. 


Wood frame construction ............ssseee.. 2 stories 
Masonry wall and joist construction .......... 4 stories 
Heavy timber construction ..............+++.. 6 stories 
Fire resistive construction .........++.+ss++e.. No limit 


Existing buildings may be occupied two stories higher than the above 
limits, providing the building is completely protected by automatic sprinklers 
installed and maintained in accordance with the requirements of the Na- 
tional Fire Protection Association (see §14). 


Note: This is based on §2015 and 2016. See Note following §2015 for 
explanation. 


2230. All buildings having an aggregate gross area of all floors (in- 
cluding basements) used for department store purposes of over 25,000 
square feet, shall be completely protected by an automatic sprinkler system 
installed and maintained in accordance with National Fire Protection Asso- 
ciation standards (see §14). Where a building is divided by a fire wall or 
fire exit partition (see Section 4) into two or more sections, each such section 
may be considered as a separate building for the purposes of this rule. 


Example of Exit Calculation. 


2231. Assume a department store building: 50,000 square feet gross 
area per floor; fire-resistive construction; 7 stories; one sales basement; 
automatic sprinklers; all vertical openings protected; enclosed stairs; no 
escalators, 


Starrways From Uprer Froors, substituting in formula §2222. 
50,000 

3600 

= 13.9. = 14 units of stairway width. 


No units required = 


_ These stairways must be so arranged that no portion of the building 
is more than 150 feet distant from one of them. 
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Srarrways FRoM BASEMENT, substituting in formula §2224. 
50,000 
1800 
= 27.8 = 28 units of stairway. 
This means 14, 2-unit stairways, or other equivalent arrangement. 


Street Fioor Doors (see §2226). 


No. units required = 


For stairways from upper floors ..... He Reston otter 14 units 

For stairways from basement ............+..-.. 28 units 
50,000 : 

For street floor = 162/3 = 17 units 

3000 fetish 

59 units 


This means 28, 40-inch doors and one, 60-inch door or other equivalent 
arrangement. 


__ If arrangement is such that doors serve two or more stairways, door 
widths may be reduced in accordance with §110, making doors required 
as follows: 


Street Fioor Doors 
For stairways from upper floors %4 of 13.9 = 11% units 
from basement % of 27.8 = 21 units 
For street floor 17 __ units 
4914 
Boiler Rooms. 


2232. Rooms containing high pressure boilers, refrigerating machinery 
transformers or other service equipment subject to possible explosion 
should not be located directly under or adjacent to exits. All such rooms 
shall be effectively cut off from other parts of the building, and shall be 
provided with adequate vents to the outer air. 


Air Conditioning. 


2233. All air conditioning installations shall comply with the N.F.P.A. 
regulations on this subject. (See §14.) 


Section 23. 


FACTORIES. 
Introduction. 

2301. The fundamental principle of this code is to specify exits suf- 
ficient to empty factory buildings promptly in case of fire and to provide 
for construction such that buildings may be emptied without danger to 
life by fire, smoke or resulting panic. Property damage from fire is not 
the concern of this code, although many of the requirerrents made for 
life safety will incidentally contribute toward fire safety for property. 


2302. This section does not go into details of stairway construction 
and other engineering standards but makes reference to the engineering 
standards sections of this code for such features, covering here only 
features where variations from the general standards apply to factory 
buildings. 

2303. This code gives minimum requirements in all cases; better 
construction should be used where circumstances permit. It applies to hoth 
new and existing buildings; for existing buildings certain modifications 
are specified. 


Number and Character of Exits. 


2304. No portion of a building or section shall be further (along the 
line of travel) from the nearest exit than the following distances (see §2012, 
and §2017-§2021). 

High hazard; occupancty.vviscces sivccvs-ccagebseves 0 #0. kts 
Medium or low hazard occupancy .............«. 100 ft. 
Medium or low hazard occupancy, building com- 
pletely protected by a system of automatic 
sprinklers installed and maintained in accord- 
ance with the standards of the National Fire 
Protection Association (see §14)............ 150 ft. 


2305. Not less than two means of exit shall be provided on every 
floor, including basements, of every building or section. On the street 
floor at least one of these shall be a door leading directly outside: the 
building, and the other may be a door leading outside the building, or a 
standard horizontal exit. On upper floors and basements, one shall be 
an inside stairway (or smokeproof tower) and the other or others may be 
inside stairways (or smokeproof towers), escalators or horizontal exits; 
or on existing buildings only, outside stairs. (See also §2315.) 

Nore, The exits required by this rule may also be included as con- 
stituting a part of the required exit capacity specified by §2318 but in no 
case shall any other provision of this code be construed as waiving this 
minimum requirement. 

2306. Exit capacity as specified by §2319 shall be secured by providing 
standard egress facilities in accordance with the several sections of Part 
A applied and modified as follows: 


STAIRWAYS: 


2307. Stairways and stairway enclosures shall be in accordance with 
Section 1. Stairs shall be Class A or Class B for new buildings and may 
be Class C for existing buildings. 

Class C stairs may be permitted in new buildings of low or moderate 
hazard occupancy having an aggregate gross area of all floors (including 
occupied basements) not over 5,000 square feet and occupied by not more 
than 50 persons. 

Wherever stairways are specified, ramps of the same class (see Section 
3) may be substituted, 
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Outsipe STarrs. 


2308. Outside stairs or fire escapes are not permitted as required 
means of egress for new factory buildings, but Class A.or Class B out- 
side’ stairs not exceeding six stories or 70 ft. in height constructed in 
accordance with Section 2 may be accepted on existing buildings. Exist- 
ing Class C outside stairs not exceeding 4 stories or 45 ft. in height 
may be accepted on existing buildings. 


Horizontat Exits: 
2309. Horizontal exits shall be in accordance with Section 4. 


Doors: 


2310. Doors shall be in accordance with Section 5. Revolving doors 
shall not be used in factory buildings. 


2311. The distance between adjoining groups of street floor doors 
shall not exceed 150 ft. The minimum width of any street floor door 
group shall be 2 units. 

AISLES AND CorrIDors: 

2312. Aisles and corridors shall be in accordance with Section 6. 
ELEvators: 

2313. Elevators shall be in accordance with Section 6. They are not 
counted as required means of egress. 

EscALaTors : 

2314. Escalators, in accordance with Section 8, may constitute required . 
means of egress. Reversible escalators (§804, Note) are permitted. 
Stipe Escapes: 

2315. Slide escapes (Section 9) shall not constitute required means 
of egress for factories except that for factories of. high hazard occu- 
pancy (§2013) they may be permitted subject to the limitations of §901. 


Alarms and Drills. 


2316. Alarm systems shall be provided in accordance with Section 10. 
2317. Fire exit drills shall be in accordance with Section 11. 


Signs and Lighting. 


2318. Stairways, exits, exitways and places of assembly shall have 
illumination and signs in accordance with the requirements of Section 12, 
except that the intensity of illumination at principal points such as angles 
and intersections of corridors and passageways, stairways, stair landings 
and exit doorways shall be not less than required by the A.S.A. American 
can Standard, Code of Lighting Factories, Mills and other Work Places. 
(This Code requires 0.75 foot-candles. ) 


Required Exits. 
2319. Units of exit width in accordance with §§2307-2315 shall be 
provided for each story above the first, as follows :— 
- Low or medium hazard occupancy 


Gross area of story (square feet). 


Number Units exit width = 60 x 100 


High hazard occupancy 
Gross area of story (square feet). 


Number Units exit width —= 30 x 100 
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In existing buildings where requirements for the enclosure of stairways 
are not met, and automatic sprinkler protection is not provided, the number 
of units of exit width shall be twice that specified above. (See §2013.) 


Note: These formulae are derived from the basic formula §2013 
(which see for explanation) on the basis of an average maximum popula- 
tion of one person for each 100 square feet of gross floor area of upper 
floors, 60 persons per unit of stair width for low or moderate hazard and 
30 persons for high hazard occupancy. : 


It is intended that any given stairway may be used as a required exit 
from all the floors which it serves. If, for example, the third story of a 
building is required by the formula to have three stairways, and the second 
story three stairways, the second floor may utilize the stairways also serv- 
ing the third floor, so that the total number of stairways required will be 
three, not six. 


2320. The basement shall be treated the same as an upper story in 
accordance with §2319, and exits provided accordingly, either stairs leading 
to the first story or doors leading directly outdoors. 


2321. Street floor doors shall be provided with number of units of 
width at least as many as the aggregate number of units of width of stair- 
ways, ramps, and escalators constituting required means of egress for upper 
floors and basements, plus one unit of door width for each 10,000 square feet 
of street floor area in buildings of low or moderate hazard occupancy, and 
for each 5,000 square feet in buildings of high hazard occupancy. 

Note: See §110 for conditions under which doors serving stairs may 
be less than stairs. 


Posting Allowed Capacity. 


2322. On each floor and in each section of each factory building there 
shall be posted the number of occupants to be permitted, as determined by 
the code, and the manufacturing processes permitted or prohibited. The 
number allowed shall be on the basis of 1 person per 100 square feet gross 
floor area, except that when exit facilities are different from the require- 
ments of §2319—§2321, the number allowed shall be modified proportionately. 


Limitations in Use of Buildings for Factory Purposes. 


2323. The height of buildings of various types of construction, pro- 
tection and occupancy shall not exceed the maximum height determined 
by the table §2015. See also §2016 for existing buildings, 


Protection of Vertical Openings. 


2324. All stairways, elevator shafts and other vertical openings except 
as noted below shall be protected by enclosures not less than the following: 

For new buildings—Enclosures Nos. 1, 2 or 3 (see §8135-144). 

For existing buildings—Enclosure No. 4 (see §145). 


Exceptions: 


One and two story buildings of low or moderate hazard occupancy. 
Ornamental stairs as permitted in §136. 


Section 24. 
HOSPITALS SANITARIUMS AND CORRECTIVE INSTITUTIONS. 


Introduction, 


2401. The purpose of this section of the Code is to promote life 
safety from fire in hospitals, sanitariums and corrective institutions. 
Exits or character of construction alone are not sufficient to provide proper 
safety for occupants physically or mentally disabled or under restraint. 
For this reason tliis section is treated differently from other sections of 
the Code, and more emphasis 1s placed upon construction of buildings, fire 
prevention and fire protection. Horizontal exits are considered of especial 
value, and relatively greater credit is given to horizontal exits and to 
ramps than in other sections of the Code. 

Safety to life from fire in hospital and institutional buildings requires 
that the superintendent and staff give attention to and take adequate 
measures to meet their responsibilities in all details affecting the fire safety 
of patients, which is often lost sight of where the needs for medical 
attention and care of patients absorb the attention of those in charge. 
Those in authority should be made to realize that the protection of the 
sick and helpless against loss of life by fire or smoke is a responsibility 
of importance comparable to that of medical attention. 


2402. Safety to life in buildings of this occupancy requires, 

(a) Proper construction of buildings. 

(b) Adequate exits. 

(c) Careful housekeeping and protection of fire hazards. 

(d) A competent, trained, staff having adequate personnel on duty 
at all times. 

This section of the Code deals only with structural and exit features 
and the protection of hazards in so far as this can be accomplished by 
physical safeguards. It should not be inferred that this section of the code 
will provide safety unless the other features are also properly covered. 

Note: Careful housekeeping can be relied upon to reduce the number of fires in 
good buildings. The most rigid discipline with regard to prohibition of smoking may 
not be nearly so effective in reducing incipient fires from surreptitious smoking as the 
open recognition of smoking, with provision of suitable rooms for smoking. Proper 
education and training of the staff and attendant corps in the ordinary fire hazards 
and their abatement is unquestionably essential. The problem is a broad cne, variable 


with different types and arrangement of buildings, and the effectiveness of rules of 
procedure, necessarily flexible, depends in large part upon the superintendent in charge. 


2403. In institutions, or parts of buildings housing the violently in- 
sane, the necessity for locked doors and barred windows on certain rooms 
and wards is recognized. In such cases reliable means for rapid release 
shall be provided by remote control of locks, or by other means, and the 


dependability of such methods assured by proper maintenance and frequent 
inspection, 

_ Nore: Attention is called to the rather common condition of multiplicity of 
diverse key stvles and to the seriousness of such a situation during fire panic. 


2404. The use of roller casters is recommended for beds in hospital 
and infirmary sections. 


2405. This section does not go into details of stairway construction 
and other engineering standards, but makes reference to the other sections 
of the Code for such features. covering here only features where variations 
from the general standards apply to hospital and institutional buildings. In 
cases where there are differences between this section and the general pro- 
visions of other sections the provisions of this section take precedence for 
buildings of this class of occupancy. 
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NEw anp Existinc Buitprncs. 


2406. This section of the Code applies to both new and existing build- 
ings; for existing buildings less exacting requirements are made. (See 
section on Existing Buildings.) Where existing buildings are altered, the 
requirements for new buildings apply with respect to new construction 
incident to alterations. 

Minimum requirements are given in all cases; better construction 
should be used where circumstances permit. 


Building Construction. 


2411. The following requirements shall govern types of construction 
and limit their heights. (See §§20-42 for definitions. ) 


2412. In determining the height of buildings for the purpose of this 
section of the Code the first story shall be taken as the lowest story used 
for purposes other than heating plant or storage; or any story where the 
ceiling is more than one-half the story height above the mean level of 
the surrounding ground, 


Heicut Limits, New Burpines. 


2413. Buildings of low height are recommended. No building over 
eight stories in height shall be used for these occupancies, nor over five 
stories in height unless provided with automatic sprinkler protection 
throughout, nor over four stories in height unless rooms of occupancies 
listed in §2422 are provided with automatic sprinkler protection in addi- 
tion to standard cutoff specified by §2422, 


Nore: It is important that hospital buildings should not extend above the height 


at which the municipal fire department can operate. The limit of eight stories is set 
as the maximum height at which it is Practical for fire departments to operate from 
the ground level, 


2414. Fire-resistive construction is recommended for all buildings, 
and shall be used throughout for all buildings three stories or more in 
height. 


Note: The highest grade of fire-resistive building, in which the least possible 
combustible material is used and in which incombustible floor surfaces and metal 
trim are combined with fire doors and fire windows, is not uncommon in modern 
hospital construction, and is highly recommended for the occupancies treated in 
this Code. However, the use of wood floor-sleepers and finish flooring over fire- 
resistive arches or floors, wood grounds, nailing blocks embedded in mortar, wood door 
and window frames and wood doors, sash, plain trim and casings, is not prohibited. 


2415. Ordinary or joisted construction buildings shall not exceed 


one story in height except that when 5,000 sq. ft. or less in area, or less 
than 5,000 sq. ft. between fire walls, they may be two stories in height. 


2416. Frame buildings shall not exceed one story in height. 


DETAILS oF Construction. 


2421. The interior finish on wood stud walls, ceilings and partitions 
of two-story wood joisted buildings, and in alterations of existing com- 
bustible construction more than one story in height, shall consist of 
expanded metal or wire lath and gypsum or cement plaster not less than 
¥%-inch thick. Metal ceilings shall not be employed unless joists are first 
entirely covered with approved plaster board. No wood or other com- 
bustible materials other than studs, joists and trim shall be employed on 
the ceilings or walls of sleeping or living quarters, except that approved 
wall board, plaster board, or wood lath and gypsum plaster may be used 
in one-story buildings. Wood floors except where laid over an incombus- 
tible floor slab shall be double with insulating paper between. All fur- 
ring, studded off spaces, and stud partitions shall be fire-stopped with in- 
combustible materials, the full depth of each tier of beams and rafters. 
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2422. In buildings of non-fire-resistive construction, with floor area 
exceeding 3000 square feet, the rooms or portions of the building listed 
below shall be of fire-resistive construction throughout, and shall have a 
standard fire cut-off from the remainder of the building, or shall be 
equipped with a single supply automatic sprinkler system. (See §2463). 

Heating apparatus or boiler rooms; basements or attics, if used for 
storage of combustible material; workrooms (such as manual train- 
ing, repair shops, carpenter shops, etc.); laundry; main kitchens; 
main storerooms (such as furniture and miscellaneous storage) ; film 
storage and similar hazardous occupancies, 

In buildings of less than 3000 square feet area these hazards should 
be isolated so far as may be feasible and the basement shall not be used 
for storage of combustible material or working rooms, except that 
heating apparatus and fuel storage may be permitted in the basement. 

In buildings of fire-resistive construction these rooms or portions of 
the building, except heating apparatus and fuel storage, shall be in a 
separate fire section, addition or building from the portion occupied by 
the inmates or charges, with standard cutoff. 

2423. Rooms used for the storage of nitro-cellulose X-Ray films shall 
be safeguarded in accordance with the Standards of the National Fire 
Protection Association for Photographic and X-Ray Nitro-cellulose Films. 


ENCLOSURES. 

2425. Every shaft for light or ventilation, stairways, elevators, dumb- 
waiters, chutes, etc., shall be continuously housed in enclosure walls as 
prescribed by Section 1 §§137 to 145, and Section 7 §§705 to 708 and all 
openings thereto shall be protected by approved fire doors. Where glass 
is necessary, wired glass in fixed or ‘automatic closing fire windows shall 
be employed. All fire doors, except those on elevators operated by a 
regular attendant on shaft enclosures, shall be self-closing. 

Nore: Light and air shafts are not recommended, 


Number and Character of Exits. 


2431. Exits shall be so placed that the entrance door of every private 
room and every point in open wards, day rooms, dormitories and dining 
rooms shall be not more than 100 feet (along the line of travel) from the 
nearest exit; in buildings equipped with automatic sprinklers in accordance 
with §2463 this distance may be 150 feet. Exits shall be as remote from each 
other as practicable. Exits shall be so arranged with regard to floors that 
there are no pockets or dead ends of appreciable size in which occupants 
may be trapped. 


2432. Exits shall be of the following types: 

(a) Horizontal exits. 

(b) Doors leading directly outside the building (without stairs). 

(c) Ramps. 

(d) Stairways. 

Not less than two exits (and more when required by §2451) of one o1 
more of the above types shall be provided for every floor (including 
basement) of every building or section. At least one exit in each section 
shall be of type (b), (c) or (d). 

Note. Other types of exits are recognized in special cases by subsequent para- 
graphs. 

2433. Buildings in which portions over 3000 square feet area are used 
for bedridden patients shall have within 100 feet of any point in the 
area, or within 150 feet in sprinkled buildings, at least one door leading 
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directly to the ground level outside the building, to a horizontal exit (see 
Section 5), or to an enclosed ramp. 


2434. All required stairs, horizontal exits, ramps, elevators and 
other exits in new buildings which serve as egress from hospital and 
infirmary sections shall be not less than: 48 in. in clear width, including 
entrance doors and corridors in connection therewith, to permit the 
transportation of patients on beds, cots, litters, or mattresses, from one 
story or section to another. 

Where there are changes in direction in line of egress, as on stair 
landings, ample space shall be provided to permit making turns. 


Exit Details. 


2441. Exit capacity as specified by §§2451-2453 shall be secured by 
providing standard egress facilities in accordance with the several sections 
of Part A applied and modified as follows: (See also §2433 and §2434): 


STAIRWAYS. 


2442. Stairs and stairway enclosures shall be in accordance with sec- 
tion 1. Stairs shall be Class A or Class B for new buildings; and may be 
Class C for existing buildings. (Subject to the reductions for substandard 
stairs specified by §134.) Winders are prohibited in all required stairs 
for both new and existing construction. 

All required stairs in new buildings shall be located adjacent to ex- 
terior walls and shall have direct outside exit at grade. 


Ramps. 


2443, Wherever stairs are specified in this section, ramps in accord- 
ance with Section 3 may be substituted. 


Horizontar Exits. 
2444, Horizontal Exits shall be in accordance with Section’ 4. 


Doors. 


2445. Doors shall be in accordance with Section 5. (See §2434.) No 
sliding or revolving doors shall be used except that sliding doors are per- 
mitted on elevator shafts and in connection with horizontal exits. 


2445A. By special permission of the enforcing authority, doors on stair 
enclosures may be kept normally open, if provided with fusible link holds or 
equivalent devices, and also provided with friction devices of a type that may 
be readily disengaged, so arranged that the doors will be released by heat, 
or may be readily released manually. Where doors are kept normally open 
in accordance with such permission adequate provision shall be made 
through the alarm system or through fire drills to assure their prompt 
closing in case of fire. 


AISLES AND Corrmors. 


2446. Aisles and corridors shall be in accordance with Section 6, and 
shall have a minimum width of 60 in. 


‘ 


ELEvATors. 3 

2447. Elevators should be in accordance with Section 7, but are not 
counted as required means of egress when serving institutional buildings. 
Outsine Starrs. 


2448. Outside stairs or fire escapes shall not constitute required 
means of egress for new buildings. (On existing buildings Class A out- 
side stairs in accordance with Section 2 are permitted by §2491.) 
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Suwe Escapes. 

2449, Slide escapes (Section 9) shall not constitute required exits 
on hospital and institutional buildings (except as their use as required 
exits is permitted by § 2491 on existing buildings). 

Note: Slide escapes are a valuable auxiliary to the required exits for institutions 
housing patients not able to walk but whose physical condition is such that the use of 
a slide escape would have no injurious effects (e.g., a person without legs but otherwise 
in normal health). 


Rules for Determining Required Exits, 

2451. Srarrs rrom Upper Stories. For floors above the first or street 
floor, stairways (or ramps, see Section 3 and §2433) ; or where specifically 
permitted for existing buildings only, Outside Stairs, §2448, or slide escapes, 
(82449) shall be provided in accordance with the preceding general require- 
ments, as follows: 

For buildings where the maximum occupancy is not over 1 person per 
150 square feet gross floor area 


Gross Area per floor (square feet). 
150 x 30 


(150 square feet per person, divided by factor 30 as per §2013.) 


For buildings where the maximum occupancy is over 1 person per 150 
square feet gross floor area 


Number Units exit width = 


Maximum number persons per floor. 


Number Units exit width — 30 


Nore: Buildings used for hospital purposes will seldom be found with 
population greater than 1 person per 150 square feet floor area. Institu- 
tional buildings other than hospitals may be found more densely occupied, in 
which case the egress facilities must be proportionately increased. 

The above does not modify the requirement for two exits from every 
area, even though in small buildings the formula gives a smaller result. 
See §2013 and §2013A for basic rules on occupancy of buildings, from 
which the above is derived. 


2452. Basement Exits. The basement (or “ground story”) shall be 
treated the same as an upper story in accordance with §2451, and exits shall 
be provided accordingly, either stairs leading to the first story or doors 
leading directly outdoors. 


2453. First Fioor Doors shall be provided as follows: 
a. One unit of door width for each unit of stairs from upper floors. 


b. One additional unit of door width for each unit of required stairs 
from basement. 


c. One additional unit of door width for each 100 persons or fraction 
thereof allowed on the first floor. 


Note: See §110 for conditions under which width of first floor doors 
serving stairways may be reduced. 


Alarms and Drills. 


2461. Alarm systems shall be in accordance with Section 10. 


Norge. Alarm sending stations should be so located as to be readily available in 
all portions of the premises, to the end that when a fire is discovered by any one 
who is qualified to send an alarm, he may reach a station from which aid may be 
summoned without being reauired to ieave the zone of his ordinary activities or to 
pass out of the sight and hearing of those immediately exposed by or in direct view 
of the fire. The operation of an alarm sending station should automaticaily act to 
summon aid such as is afforded by the concentration to the locality of the source of 
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alarm of all attendants who can properly be spared from their usual wards or areas 
for the purpose of assisting in the removal of physically helpless occupants and in 
controlling mentally incompetent occupants. The aid so summoned should also. in- 
clude an adequately manned and equipped municipal fire department, if such a 
department is so situated as to assure prompt arrival. Otherwise, there should be 
a correspondingly adequate local or private fire brigade, which will be correspondingly 
summoned, 

2462. Fire exit drills shall be conducted in accordance with Section 
11. (See §1150-1164). 


Fire Extinguishing Equipment. 


2463. Fire extinguishing equipment required by this code shall be of 
an approved type installed and maintained in accordance with the standards 
governing the same recommended by the National Fire Protection Asso- 
ciation (see §14). 

Sprinkler Systems shall be in accordance with the Standards for 
Automatic Sprinkler Equipments. 

Standpipes and hose shall be in accordance with the Standards for 
Standpipe and Hose Systems, 

Extinguishers, fire pails, etc., shall be in accordance with the Standards 
for First Aid Fire Appliances. 

2464. (a) All buildings exceeding two stories or 35 ft. in height 
shall be provided with standpipes and hose. 

(b) All buildings shall be provided with 2% gallon chemical fire 
extinguishers and 40 gallon water casks and pails distributed. and installed 
oa with the Standards for First Aid Fire Appliances. (See 


Signs and Lighting. 


2465. Auditoriums, assembly rooms, large wards, stairways, exits and 
exitways shall have illumination and signs in accordance with the require- 
ments of Section 12, and the following: = 


2466. Artificial lighting of one foot candle intensity shall be pro- 
vided in all stairways and exits and in the passageways appurtenant thereto, 
shall be supplied preferably from an -independent source or from a con- 
nection extending back to the main service entrance for the building so 
that failure of room lighting from internal causes will not affect the exit 
and emergency light. In case of unusual danger which may exist on 
account of type of building, nature of the work, crowded conditions or 
lack of suitable exit space, an independent service shall be insured by 
connecting to a separate source of supply without or within the building. 

After dark if more than fifty persons are gathered in rooms having 
an illumination less than one-tenth of a foot candle the exits from 
rooms and all passages to the exits of the building shall be indicated by 
adequately illuminated exit signs so as to clearly indicate the path of safe 
exit from the building in case of emergency. 


Auditoriums and Amusement Halls. 


2471. Auditoriums, chapels, and similar places of general assembly, 
including motion picture and dining halls, shall be provided with exits 
in general conformity with those specified for other parts of the building. 
oe for 200 or more persons, exits shall comply with Section 25 of 
this code. 

Where exits from auditoriums or other places of general assembly 
lead through corridors or stairways also serving other parts of the build- 
ing the same exits may serve both sections except where auditoriums are 
designed for general public assembly in which case independent exits shall 


be provided. 
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2472. Motion picture booths and film storage should be installed 
and maintained in accordance with the standards of the National Board 
of Fire Underwriters as recommended by the National Fire Protection 
Association, 


Boiler Rooms. 


2473. Rooms containing high pressure boilers, refrigerating machinery 
transformers or other service equipment subject to possible explosion 
should not be located directly under or adjacent to exits. All such rooms 
shall be effectively cut off from other parts of the building, and shall be 
provided with adequate vents to the outer air. 


Air Conditioning. 


2474, All air conditioning installations shall comply with the N.F.P.A. 
standards on this subject. (See §14.) 


EXISTING BUILDINGS. 


2481. Existing buildings shall be made to conform to the preceding 
requirements except in so far as these provisions are specifically waived 
by §§2482-2491, It is recommended that existing buildings be made to 
conform to the foregoing requirements as far as possible. The following 
requirements for existing buildings afford a minimum degree of safety 
for such buildings. Each building should be taken as a special case to be 
considered on its own merits. In general it will be found that the installa- 
tion of automatic sprinklers will be the most satisfactory method of com- 
pensating for construction deficiencies in existing hospital and institutional 
buildings. 


Building Construction and Height. 


2482. Existing buildings not complying with the requirements of 
§§2413-2416 may be occupied under the conditions set forth in the fol- 
lowing paragraphs. For the purposes of this section the terms used shall 
be defined as follows: 


Occuptep shall mean used for living, sleeping or working quarters 
for patients or charges. 

AvuToMATIC SPRINKLER Protection shall mean a single supply 
automatic sprinkler system (see §2463) protecting the entire building 
(including attics and all concealed and inaccessible spaces). 


2483. Frame buildings, the areas of which do not exceed 7500 square 
feet, may be occupied in the two lower stories (but not in basements) 
when provided with automatic sprinkler protection as defined above 
(waives §2416). : 


2484. Buildings of ordinary construction and of mill construction may 
be occupied in the three lower stories (but not in basements) when 
equipped with automatic sprinkler protection as defined above; and in four 
wait, when, in addition, all vertical openings are protected (waives 

ye 

Buildings of fire-resistive construction may be occupied to 8 stories 
when provided with automatic sprinkler protection throughout and all 
vertical openings are protected (§2425), to 5 stories when provided with 
automatic sprinkler protection but vertical openings are not protected 
(82425), to three stories when no sprinklers are provided and vertical 
openings are not protected. (Waives §2413 and §2425 in part.) 
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2485. The finish requirements of §2421 may be waived for existing 
buildings, 


2486. In lieu of fire-resistive construction with standard fire doors 
specified by §2422 for rooms of hazardous occupancy the following con- 
struction may be permitted: 

Rooms or sections shall be enclosed in fire-stopped wood stud parti- 
tions, double wooden floors on fire-stopped joists and protected in each 
room thereof by metal lath and % inch gypsum or cement plaster. 
Doors communicating with other portions of the building shall be self- 
closing not less than 1% inches thick, of solid, flush construction and 
metal clad on the hazardous side. 


Enclosures. 


2487. Where conditions make it impracticable to provide enclosures 
for vertical openings as required by 2425, such enclosures may be omitted 
if 

‘i . A complete automatic sprinkler system (see §2463 and §2482) is in- 
stalled. 

b. Requirements of §2484 are not interfered with. 


Exits. 


2488. Stairways and other exits shall be the same in existing buildings 
as hereinbefore specified for new buildings except as follows: 


2489. Stairways may be used as required exits in buildings used for 
bedridden patients (requirements of 2433 waived). 


2490. Exit width for hospital and infirmary section shall be not 
less than 40 inches, instead of 48 inches as specified in §2434. 


2491. If existing exits are insufficient according to the rules herein 
(see §2451), required additional exit capacity shall be obtained by adding : 

a. Horizontal exits or doors directly outside. 

b. Stairways or ramps. 

c. Class A. Outside Stairs (see Section 2) not less than 48 inches 
wide. (See §2448.) 

Note. Straight run stairs are preferred. 

d. Enclosed slide escapes (see Section 9). 


Section 25. 
PLACES OF PUBLIC ASSEMBLY. 


Introduction. 


2501. The purpose of this section of the Code is to specify exits and 
exit facilities in the proper number and arrangement so that places of public 
assembly may be emptied promptly in case of fire, smoke or panic without 
undue danger to life. Its provisions shall be applied to all places of 
assembly. 


2502. This section does not in general give the details of stairway 
construction and other engineering standards but makes reference to Part 
A for such features, covering in detail here only features where variations 
from the general standards apply to buildings used as places of public 
assembly. In cases where there are differences between this section and 
the general provisions of other sections of the Code, the provisions of this 
section take precedence for this class of occupancy. Reference is made to 
Section 20 for the general requirements for facilities for exit. 


Definitions. 


2511. The terms relating to the type or class of building construction 
oe sauations shall be as defined in the Introduction of this Code, §20 to 


2512. Prace or Pusric AssemBLy. The term Place of Public As- 
sembly shall include every place used for the congregation or gathering of 
200 or more persons in one room whether such gathering be of a public, 
restricted or private nature. Assembly halls, churches, school auditoriums, 
auditoriums, recreation halls, or pavilions, places of amusement, dance 
halls, opera houses, motion picture theatres and theatres are included 
within this term. 

Theatres and motion picture theatres shall be classed as places of public 
assembly even though their capacity is less than 200. 


2513. Batcony. The term balcony shall mean the first seating tier 
above the main floor and within the place of assembly. 


2514. Gattery. The term gallery shall mean any seating tier of a 
place of assembly above the balcony. 


2515. Loppy. The lobby is an enclosed vestibule between the principal 
entrance to the building and the door or doors to the main floor of the 
room for assembly. 


2516. Matn Froor. The term main floor shall mean the first or prin- 
cipal tier within a room used for public assembly. 


2517. ProscentumM WALL. The proscenium wall is the wall dividing 
the stage and scenery space from the seating space. 


2518. Capacity. The number of persons that can be assembled, as 
determined by §2013A. 


2519. Grape. For the purposes of this section the grade shall be the 
level of an outside walkway, street, yard, court, the ground or a terrace, 
as hereinafter limited, when serving as the way of approach to or de- 
parture from the principal doorway serving places of assembly. The point 
for measuring the level of the grade shall be the surface of the way of 
approach or departure adjacent to and opposite the center of the doorway. 
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An outside terrace may be considered as determining the grade when its 
width is not less than 10 feet as measured along the line of exit travel, and 
the area of the walkway surface is not less than one tenth of the area of 
the assembly rooms served. 


2520. Foor Leve.. In case of sloping floors the determining elevation 
shall be the height of the threshold of the principal exit door. 


Building Construction—General. 


2521. This Code specifies minimum requirements; better facilities and 
constructions should be provided where circumstances permit. The provi- 
sions apply to new and existing buildings; for existing buildings, however, 
certain of the requirements are different from those for new buildings. 

2522. Buildings and rooms for public assembly shall have ample and 
unrestricted access to public ways of approach on one or more sides, at 
least one of which ways shall be a public road or street. Assembly halls, 
theatres and places of recreation and amusement having a capacity of 1000 
or more persons shall have access to two ways and if of a capacity of 
2000 or more persons both of such ways shall be public ways or open 
yards to public ways. The aggregate width of exits shall not exceed 80 
per cent of the width of public ways into which they discharge. (See 
also §110.) 


Note. It is important that ample roadways be available from buildings 
in which there are large assemblies so that exits will not be blocked by 
persons already outside. Two or more avenues of departure should be 
available for all but very small places. 


2523. The height of the sills of the principal entrance doors to build- 
ings housing places of public assembly having capacities of 500 or more 
persons shall not be more than 21 inches above the grade, walk or terrace 
level in climates where there is a possibility of accumulations of ice or 
snow and in no climate shall the height above the grade, walk or terrace 
level be more than five feet. Terraces between the entrance doors of such 
places and walks, if more than three feet above the walk level, shall be not 
less than 10 feet wide and shall have an area of not less than one-half 
square foot for each person accommodated in the place or places of as- 
sembly if such terrace level is considered as determining the grade. The 
—— level shall be not more than 21 inches below the level of the entrance 

oor. 


Note. Wherever possible, entrances should be at the grade level with- 
out steps or should have ramps to grade. Where it is not possible to have 
ramps there should be hand rails not over 66 inches apart for the steps 
or there should be canopies as protection from the weather. 


Limits of Area. 


2531. Places of public assembly with floors not to exceed 21 inches 
from grade level shall not be limited as to area except that the total length 
of travel from any point to an exit shall not exceed 150 feet. If the travel 
distance from any seat to an exit exceeds 100 feet there shall be no inter- 
vening enclosed passageway, corridor or tunnel. At least half of the doors 
shall open directly into streets, alleys, open courts or yards or into open 
arcades, the other half may open through lobbies or wide vestibules. 

In places of assembly devoted primarily to other occupancies, such as 
schools, ground floor egress path may be across corridors or lobbies. 

2532. A place of public assembly more than 40 feet above grade shall 
be permitted in a fire resistive building only, and if 80 feet or more above 
grade its floor area shall be limited to 7500 square feet. 
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2533. In buildings of non-fire-resistive construction rooms for public 
assembly shall not be placed with principal entrance doors at greater height 
than 28 feet above grade except when provided with an exit stair or 
ramp in a smokeproof tower in accordance with §§137-141 except that 
the walls of the smokeproof tower may be of the same type of construction 
as for an inside stairway enclosure (§2552), or in the case of an existing 
building it may have a Class A outside stairway arranged in accordance 
with §205a. A place of public assembly in a building of non-fire-resistive 
construction may not have any part of its floor more than 12 feet below 
grade, nor more than 40 feet above grade, and if in a fire resistive building 
may not have any part of its floor more than 20 feet below grade. 


Exits, Location and Distribution. 


2541. Exits shall be provided not less than the following: 


(a) Buipincs Usep ror Generat AssemBLy Purposes, including exhibi- 
tion buildings, dance halls and other places of assembly where 
seating arrangements are not used, and also applying to club and 
similar buildings containing a number of small assembly rooms 
where seats may be used. (Where seating arrangements are used, 
as in theatres and auditoriums, a larger exit capacity is required 
by paragraph (b)). 


Street. floor—One unit of exit width for each 1500 square feet 
gross floor area, plus any doors required to serve stairs from 
other floors that discharge through the street floor area. 


Other floors—One unit of exit width for each 450 square feet 
gross area per floor (same stairway may serve a number of 
floors ; additional width not required for additional floors). 


(b) TuHearres, Aupirort1uMS AND OTHER BurtpINGs WHERE SEATING 
ARRANGEMENTS ARE Usep. 


Auditorium floor—One unit of exit width for each 600 square 
feet of net floor area of the auditorium or room used for 
seating, including aisles but excluding foyers, lobbies, toilets 
and the utility rooms, 


Balconies or galleries—One unit of exit width for each 600 square 
feet of net floor area. (If a stairway serves more than one 
balcony or gallery it must be increased in width in accordance 
with the area served.) 


Where lobby and other spaces are large in proportion to the auditorium, 


the exits should be checked to see that the requirements of (a) above are 
met for the building as a whole. 


(c) Two or More AupitortuMs In SAME BuIpINe. 


The entire building shall meet the requirements of (a). 
Each auditorium, considered separately, shall meet the require- 
ments of (b). 


Note: The above is based on §2013 and §2013A. 


The exits for general assembly buildings are based on an occupancy 
of one person per 15 square feet gross floor area; where a larger number is 
to be accommodated, the exits must be increased proportionately. 


The exits for theatres and auditoriums are based on an occupancy of 
one person per 6 square feet of net floor area. This figure makes some 
allowance for persons occupying standing space. The practice of allow- 
ing persons to stand near exits, however, should be discouraged if not 
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prohibited altogether. The utilization of standing space within theatres or 
motion picture theatre auditoriums should be prohibited. (See §2574.) 


2542. Every place of public assembly, and every floor balcony or tier 
thereof considered separately, shall be provided with at least two exits, as 
remote from each other as practicable. Where more than 600 persons are 
accommodated there shall be at least three, and where more than 1,000 
persons are accommodated there shall be at least four exits. The number 
of persons shall be taken at not less than one per 6 square feet net floor area 
used for seating, and not less than one person per 15 square feet gross area 
of spaces not used for seating. ‘See §2013A.) 


2543. ExampLe. An auditorium has a floor area of 18,000 square feet. 
The principal entrance doors are not more than 21 inches above grade. All 
entrances and exits have ramps to grade. 


Number units exit width required = ow 


(As per §2541b) 
= 30 


This may be secured by providing 15, 40-inch doors, or equivalent. 

Number of persons accommodated in this auditorium (§2542) is 
18,000 - 6 = 3000. Therefore the required door capacity must be dis- 
tributed at four (or more) different points, suitably located so that no seat 
is more than 150 ft. from an exit measured along the path of travel. 


2544. The principal exit ways from any balcony or gallery should be 
so located that it will be necessary to ascend not more than 10 feet or 
descend not more than 6 feet to reach an exit door leading to the stair or 
an area of refuge. Where exit ways to serve this purpose are required on 
more than one level they should be placed at vertical distances of not more 
than 12 feet apart. 


Exit Details. 


2551. The required exits specified herein shall provide free and un- 
obstructed access to the street or other place of safety. The stairs, doors 
or other exit facilities used shall comply with the following: 


2552. Srarrways. Stairs for places of public assembly shall be Class 
A (8120-§125) with enclosures of not less fire resistance than Type 3 
($144) except than in buildings of frame or of ordinary construction where 
the floor is not to exceed 21 feet above grade and in existing buildings 
where the floor is not to exceed 28 feet above grade the stair may be of 
Class B (§126-§130) and the enclosure may be Type 4 (§145). 


2553. Stairs from a balcony, boxes or loges, the vertical height of 
which does not exceed 18 feet may be open. Stairs from balconies shall be 
considered as enclosed when separated from all rooms and all spaces above 
the main floor by walls conforming to the requirements for stairway en- 
closures and having the lowest flight open to a public lobby on the main 
floor when the public lobby is separated from the main assembly room by 
self-closing fire doors or smoke-resistive doors. 


Nore. By a smoke-resistive door is meant a light door of metal, or 
metal covered, or other approved type with or without wired glass panels. 


2555. Stairways from balconies, galleries, boxes or loges, discharging 
through a public lobby shall discharge in a direction parallel to and with 
the exit travel from the main assembly floor or shall have a rail separating 
the lines of travel. 
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Not more than two thirds of the total exit capacity from any place of 
public assembly, or from any balcony or tier thereof, shall be through a 
single public lobby. 

2556. Ourtsine Stairs. Class A outside stairs conforming to Section 
2 may be used only on existing buildings subject to the limitations of §201. 

2557. Ramps. Ramps serving as means of exit from places of public 
assembly shall conform to the requirements for Class A or Class B. (See 
Section 3.) 

2558. Hortzontat Exits. To receive credit as required exits from 
places of public assembly horizontal exits shall be in accordance with the 
requirements of Section 4, 4 

2559. Doors. Exit doors shall be in accordance with Section 5. Doors 
requiring glass panels shall have wired glass only. Revolving doors shall 
not constitute any part of required means of egress. 

2560. Doors in places of assembly having a capacity in excess of 500 
persons shall be equipped with panic hardware in accordance with §512, 


2561. Stipe Escapes. Slide escapes shall not be used on places of 
public assembly except that they may be used for one of the required 
means of exit from fly galleries, paint bridge, grid or loft of a theatre 
stage. (For requirements see Section 9.) 

2562, Arstes. Aisles shall be in accordance with Section 6, except 
that when not to exceed 60 seats are to be served by an aisle its width 
may be not less than 30 inches. Steps shall not be placed in aisles to over- 
come differences in level unless the gradient shall exceed one foot rise in 10 
feet of run. Steps in aisles shall conform to the requirements for Class A 
stairs (§122) as to rise and tread except that in galleries the rise and tread 
may conform with Class B (§128). The risers of steps in aisles, where 
practicable, shall be uniform in height for any floor or tier. The gradient 
of sloping aisles should not exceed one foot rise in 10 feet of run. 

2563. The line of travel to an exit door by any aisle shall be not 
greater than 150 feet. Not more than 20 transverse rows of seats shall be 
placed between cross aisles. Not more than 10 rows of seats nor 12 feet 
of rise may be placed between cross aisles where steps are provided in the 
main aisles to overcome differences in level. Cross aisles shall be not less 
than 44 inches wide, unless railed away from the seats fronting thereon. 
If so railed the width shall not be less than three feet. 

2564. Corrtors. Corridors shall be in accordance with Section 6 and 
shall lead as directly as possible to exit doors. Corridors shall not be less 
than 44 in. in width and shall be equal to or greater in width than any 
exit doors leading into them and not more than 15 per cent wider than 
exit doors to which they lead, 


2565. Etevators should be in accordance with Section 7, but are not 
counted as required means of egress when serving places of assembly. 


2566. Escatators. Places of public assembly 12 feet or more above 
grade may have escalators counted as means of exit when conforming with 
Section 8. Such escalators shall lead directly to the level of the exit doors 
and shall discharge into a space not subject to interference by exit travel 
from other exit ways. 


Seating. 


2571. Seats in places of public assembly seating more than 200 persons 
shall be securely fastened to the floor. All seats in balconies and galleries 
shall be securely fastened to the floor, except that in railed-in enclosures, 
boxes or loges with level floors and having not more than 14 seats they 
need not be fastened. 

NOTE (not part of Code). The requirement for fastening seats to the floor 
may be waived in case of night clubs and similar occupancies, provided that 
aisles at least three feet wide are maintained leading to all exits and that such 
aisles are so located that it is not necessary from any part of the room to pass 


more than seven chairs to reach an aisle. Failure to maintain such aisles should 
be ground for requiring that chairs be fixed to the floor. 
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2572. Rows of seats between aisles shall have not more than 14 seats, 
Rows of seats opening on to an aisle at one end only shall have not more 
than 7 seats. Seats without dividing arms shall have their capacity de- 
termined by allowing 18 inches per person. 


2573. The spacing of rows of seats from back to back shall be not 
less than 30 inches, nor less than 27 inches plus the sum of the thickness 
of the back and inclination of the back. There shall be a space of not 
less than 12 inches between the back of one seat and the front of the seat 
immediately behind it as measured between plumb lines. 


Waiting Space. 


2574. In theatres and similar places of public assembly where persons 
are admitted to the building at times when seats are not available for them 
and are allowed to wait in a lobby or similar space until seats are avail- 
able, such use of lobby or similar space shall not encroach upon the re- 
quired clear width of exits. Such waiting shall be restricted to areas 
separated from the required exit ways by substantial permanent partitions 
or fixed rigid railings not less than 42 in. high. Exits shall be provided 
for such waiting spaces on the basis of one person for each three square 
feet of waiting space area. Such exits shall be in addition to the exits speci- 
fied for the main auditorium area and shall conform in construction and 
arrangement to the general rules for exits given in this section. 


Railings. 

2575. The facias of boxes, balconies and galleries shall have substan- 
tial railings not less than 26 inches high above the floor. The railings at the 
ends of aisles extending to the facia shall be not less than 30 inches high for 
the width of the aisle, or 36 inches high if at foot of steps. 

Cross aisles, except where the backs of seats on the front of the aisle 
project 24 in. or more above the floor of the aisle, shall be provided with 
railings not less than 26 in. high. 


Fire Alarm System. 


2576. A fire alarm system conforming to the requirements of Section 
10 shall be installed for every place of public assembly having a capacity 
of 500 or more persons if on a ground floor or of whatever capacity if on 
other than a ground floor. Theatres equipped with movable scenery shall 
have alarm sending stations on both sides of the proscenium wall in loca- 
tions designated or approved by the enforcing authority, and in districts 
served by municipal fire alarm telegraph systems the signaling devices shall 
conform to and be connected with such system in accordance with §1018 
and §1019, 


Fire Exit Drills. 


2577. The employees or attendants of places of public assembly shall 
be schooled or drilled in the duties they are to perform in case of fire, 
panic or other emergency in order to be of greatest service in effecting 
orderly exit of assemblages. Such drill shall conform in so far as prac- 
ticable to the requirements of Section 11. 


Note, Attention is directed to the importance of having an adequate 
number of competent attendants at all times when the place of public as- 
sembly is occupied. 


Exit Lighting and Signs. 


2578. Places of public assembly shall have exit lighting and signs 
conforming to the requirements of Section 12. Yards, courts and passages 
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outside of and leading away from exit doors shall have illumination of not 
less than two hundredths (.02) foot candle for a distance of 50 feet from 
such doors or outlets. 


Automatic Sprinklers. 


2581. Automatic sprinklers in places of public assembly shall conform 
to the Standards for the Installation of Sprinkler Equipment as recom- 
mended by the National Fire Protection Association (see §14) except that 
the space devoted to the use of the general public need not have sprinkler 
heads ; toilet rooms, lounges, and smoking rooms, however, shall be equipped 
with sprinkler heads. 

2582. Every theatre having a capacity of 800 or more persons and in 
which movable scenery is used shall have a system of automatic sprinklers 
over the stage. 

Nore. It is desirable that all theatres using combustible movable 
scenery have automatic sprinklers over the stage and throughout the stage 
section. 


Proscenium Wall and Curtain. 


2583. The proscenium wall of every theatre using movable scenery 
cr decorations shall have, exclusive of the proscenium opening, not more 
than two openings entering the stage, each not to exceed 21 square feet and 
fitted with self-closing fire doors. The proscenium opening shall be pro- 
vided with a fire-resisting curtain capable of withstanding lateral pres- 
sures of 10 pounds per square foot over the entire area. The curtain shall 
have an emergency closing device capable of causing the curtain to close 
without the use of applied power and when so closed it shall be reasonably 
tight against the passage of smoke. 

Nore. Proscenium curtains should comply with the National Bureau 
of Standards Recommended Requirements for Theatre Proscenium Cur- 
tains or with the requirements for proscenium curtains as given in the 
Building Code recommended by the National Board of Fire Underwriters. 


Stage Vents. 


2584. The stage roof of every theatre using movable scenery shall 
have a ventilator or ventilators in or above it, operable from the stage 
floor by hand and also epening by fusible links or other satisfactory heat 
actuated device, to give a free opening equal to 1/10 the area of the floor 
of the stage. There shall be similar ventilators over the auditorium of 
theatres and motion picture theatres equal to not less than one thirtieth 
1/30 of the floor area of such auditorium, including the sum of the floor 
areas of all balconies, galleries, boxes and tiers. 


Projection Booth. 


2585. Every place of assembly in which projections of motion pictures 
by light are made shall have the projection apparatus enclosed in a fire- 
resistive fixed booth in accordance with the Standards of the National 
Fire Protection Association for Nitrocellulose Motion Picture Film. 

Note: The National Electrical Code contains similar requirements for 
booths, as well as electrical provisions. 

2586. In places of assembly of a capacity of not to exceed 200 or 
where motion pictures are shown not more than nine times in any month 
the booth may be of portable construction if the use of such a booth has 
been approved by the enforcing authority. The use of such a booth should 
not be continued to exceed one month except that the approval be reissued 
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for each period of one month. The floor area of a portable booth shall be 
not less than two-thirds of the floor area specified for the fixed booth and 
the inside height shall be not less than 6 feet 6 inches. The doors, fittings 
and ventilation shall be as for the fixed booth. 


2587. Where occasional projections are made from glass mounted 
slides or from non-flammable film only, the projection apparatus may be 
used without the enclosure when such use has been approved by the 
enforcing authority after proper tests or identification that the films are 
non-flammable. The approval should be made for not to exceed six showings 
without renewal, 


Decorations. 


2588. The decorations of theatres and assembly halls shall be of fire- 
resistive or non-flammable materials. Fabrics and papers used for such 
purpose shall be treated with an effective flame-proofing material. Stage 
settings made of combustible materials shall likewise be treated with flame- 
proofing materials, 

Norte. Paper and cloth decorative materials should be kept to a mini- 
mum in places of public assembly since such flimsy materials increase the 
hazard of the kindling and spread of fire. 


Boiler Rooms. 


2589. Rooms containing high pressure boilers, refrigerating machinery 
transformers or other service equipment subject to possible explosion 
should not be located directly under or adjacent to exits. All such rooms 
shall be effectively cut off from other parts of the building, and shall be 
provided with adequate vents to the outer air. 


Air Conditioning. 


2590. All air conditioning installations shall comply with the N.F.P.A. 
standards on this subject. (See §14.) 


Section 26, 


HOTELS AND APARTMENT HOUSES. 


2600. ‘This section of the Code applies to residence buildings providing 
sleeping accommodations for 20 or more persons, such as hotels, apartments, 
tenement houses, lodging houses, dormitories, multi-family houses, etc. 

2601. The fundamental principle of this section of the Code is to 
specify exits construction and arrangement such as to avoid danger to life 
by fire, smoke or resulting panic. Property damage from fire is not the 
concern of this Code, although many of the requirements made for life 
safety will incidentally contribute toward fire safety for property. 


2602. This section does not go into details of stairway construction 
and other engineering standards but makes reference to the engineering 
standards sections of this Code for such features, covering here only features 
where variations from the general standards apply to buildings covered 
by this section. 

2603. This Code gives minimum requirements in all cases; better con- 
struction should be used where circumstances permit. It applies to both 
new and existing buildings; for existing buildings certain modifications are 
specified. 

Note: The life hazard in old hotel and apartment buildings of 
inferior construction and arrangement is obviously more serious than 
in modern structures and considerations of safety indicate even more 
stringent requirements than for new buildings. However, the expense 
of the changes necessary to put such requirements into effect might 
in many cases be practically confiscatory, and there is a general reluc- 
tance on the part of enforcing authorities to impose any undue hardship 
on the owners of buildings which when erected complied with all then 
existing requirements. Some compromise is therefore the only practical 
solution of the problem, and the provisions for existing buildings speci- 
fied in this Code are intended only to provide the maximum degree of 
safety which can reasonably be required. 


Number and Character of Exits. 

2604. Exits shall be so arranged that it will not be necessary to travel 
more than 100 ft. from the door of any room or apartment, or from any 
point in a building or section not divided into rooms, to reach the nearest 
exit. In buildings completely protected by a system of automatic sprinklers 
installed and maintained in accordance with the standards of the National 
Fire Protection Association (See §14), this distance may be 150 ft. 

Exits should be as remote from each other as practicable. 

In non-fire-resistive buildings exits shall be so arranged that there are 
no pockets or dead ends of appreciable size in which occupants may be 
trapped. 

2605. Not less than two means of exit shall be provided on every floor, 
including basements, of every building or section except as permitted by 
§2605a. On the street floor at least one exit shall be a door leading 
directly outside the building and the other shall be a door leading outside the 
building or a standard horizontal exit. On upper floors and basements, one 
exit shall be an inside stairway (or smokeproof tower) and the other or others 
shall be inside stairways (or smokeproof towers), or horizontal exits, or 
elevators under the conditions specified in §2614. 

Note: The exits required by this rule may also be included as 
constituting a part of the required exit capacity specified by §§2623- 
2624 but in no case shall any other provision of this Code be construed 
as waiving this minimum requirement. 
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2605a. In one and two story buildings of not to exceed 3200 square feet 
area or sections of buildings of such area separated from other sections by 
fire walls or by unpierced partitions constructed of materials having a fire 
resistance of one hour or more as determined by the Standard Fire Test, 
a single exit may be accepted for each of the first and second stories, subject 
to the following conditions: 


(1) Stairway to second story shall be enclosed with enclosures of Types 
1, 2, 3 or 4 as specified in Section 1, with doorway to apartments protected 
with fire doors as specified in Section 5. 


(2) There shall be no interior communication between stairway to second 
story and either the first story or basement. 


(3) Apartments shall be so arranged that the door to the most remote 
apartment will not be more than 15 feet distant from the stairway. 


(4) If there are more than two apartments on the second story com- 
munication thereto shall be through a hall or vestibule having floor, walls 
and ceiling of materials having a fire resistance of one hour or more as 
determined by the Standard Fire Test, such hall or vestibule to be 
separated from the stairway by a self-closing fire door as specified in 
Section 5, and doorways between apartments and hall or vestibule sim- 
ilarly equipped with fire doors. 


(5) Stairway, if any, between first story and basement shall be enclosed 
and equipped with one or more self-closing fire doors, as hereinbefore 
specified. 


2606. Exit capacity as specified by §§2623-2624 shall be secured by 
providing standard egress facilities in accordance with the several sections 
of Part A 2pplied and modified as follows (§§2607-2614) : 


STAIRWAYS. 


2607. Stairways shall be in accordance with Section 1. Stairs shall be 
Class A or Class B for new buildings and may be Class C for existing 
buildings. 

2608. At least half of the required stairways should lead to the street 
directly or by way of a yard, court, or fire-resistive passage in accordance 
with §111. Where. required stairs discharge through the main lobby or 
foyer, all kitchens, storerooms, shops, and other rooms of combustible oc- 
cupancy shall be cut off from the foyer or lobby by fire-resistive walls or 
partitions with automatic or self-closing fire doors or fixed wired glass 
windows protecting all openings, or such rooms of combustible occupancy 
shall be protected by automatic sprinklers, 


Outsine Starrs, 


2609. Outside stairs or fire escapes are not permitted as required 
means of egress for new hotel or apartment buildings, but Class A or Class 
B outside stairs not exceeding six stories or 70 ft. in height constructed in 
accordance with Section 2 may be accepted on existing buildings. Exist- 
ing Class C outside stairs not exceeding 4 stories or 45 ft. in height may be 
accepted on existing buildings. 


HorizontTay Exits. 
2610. Horizontal exits shall be in accordance with Section 4. 


2611. In fire-resistive buildings where fire-exit partitions are provided 
on all stories and basements except the street floor, credit may be received 
for horizontal exits if all required stairways or other exits from upper 
floors, and basements, are enclosed and discharge directly to outside the 
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— as per §110 and where all vertical openings are enclosed or pro- 
tected, 
Doors. 

2612. Doors shall be in accordance with Section 5. Revolving doors 
are permitted subject to the restrictions of §§510, 511. 


Note: Section 5 permits revolving doors between street floor and 
street, but not at foot of stairs. 


AISLES AND Corripors, 
2613. Aisles and corridors shall be in accordance with Section 6. 


ELEVATORS. 

2614. Elevators, in banks of two or more, in accordance with Section 7 
may be accepted as one of the required means of egress in fire-resistive 
buildings for floors not exceeding 6000 sq. ft. gross area. 

Ste Escapes, 

2615. Slide escapes (Section 9) shall not constitute required means of 

egress for hotels or apartment houses. 


Alarms and Drills. 

2616. Alarm systems shall be in accordance with Section 10, 

2617. Fire exit drills shall be in accordance with Section 11, in so far 
as applicable, and with the requirements on Emergency Organization of 
Hotel Employees (§§2651-2653). 


Lighting and Signs. 

2618. All public spaces, hallways, stairways and other exits shall have 
signs and illumination in accordance with Section 12. Exitways shall be 
continuously illuminated at all times. 

2619. Exits from public hallways or passageways on floors with 
sleeping accommodations shall have illuminated signs in accordance with 
§1205. Where exits are not visible from every point in a hallway or 
passageway illuminated signs shall be provided to indicate the direction to 
exits. 

2620. In hotels, there should be conspicuously posted in each room a 
floor plan showing the arrangement of exits and the direction of travel to 
reach them. 


Required Exits. 

2621. Exits in accordance with §§2607-2615, arranged in accordance 
with §2604 and §2605, shall be provided in sufficient number and width to 
comply with the following: 

For buildings where the maximum occupancy is not over 1 person per 
125 sq. ft. gross floor area: 

Number Units Exit Width __ Gross Area per floor (sq. ft.) 

(one unit = 22 in.) 125 x 30 

(125 sq. ft. per person, divided by factor 30 as per §2013) 

For buildings where the maximum occupancy is over 1 person per 
125 sq. ft. gross floor area: ’ 

Nebo Use Rice Wien = Maximum Number Persons per Floor 


30 
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Nore: Hotel and apartment buildings will seldom be found with 
population greater than 1 person per 125 square feet floor area, and in 
most cases the exits required by §2604 and §2605 will also be sufficient 
to satisfy this rule. In exceptional cases of dense population or unusual 
arrangement this rule will require additional exits. See §2013 and 
§2013A for basic rules on occupancy of buildings, from which ‘the 
above is derived. 


2622, Basement Exits. The basement (or “ground story”), if sleep- 
ing accommodations are provided or if used by guests or tenants, shall be 
treated the same as an upper story and exits provided accordingly. Base- 
ments occupied only for storage, heating plants or other operating purposes, 
shall have exits sufficient to provide one unit of width (22 in.) for each 
6000 sq. ft. of gross floor area, but not less than two exits as required by 
§2605. 

2623. Street Froor Doors shall be provided as follows: 

(a) One unit of door width for each unit of required stairs from 
upper floors. 

(b) One additional unit of door width for each unit of required stairs 
from basement. 

(c) One additional unit of door width for each 4500 sq. ft. of gross 
area of street floor. 

Nore: See §110 for conditions under which width of street floor 
doors serving stairways may be of less width than the stairways from 
which they lead. 


Protection of Vertical Openings. 

2624. All stairways, elevator shafts and other vertical openings, except 
as noted below, shall be protected by enclosures not less than the following: 

For new buildings—Enclosures Nos. 1, 2 or 3 (See §§135-144). 

For existing buildings—Enclosures Nos. 1, 2 or 3 are recommended but 
Nos. 4 or 5 may be used (See §§135-146). 


EXCEPTIONS: 
Existing buildings of fire-resistive construction, or protected by a com- 
plete automatic sprinkler system, not more than two stories in height. 
Ornamental stairs as permitted in §136. 
Stairs to mezzanine floors or balconies as permitted by §2625. 


2625. MerzzANINE FLoors or Balconies may be permitted without pro- 
tection of the vertical opening between mezzanine and floor below, pro- 
vided there is not more than one mezzanine floor or balcony between complete 
floors above and below. Mezzanine floors shall be considered as half a story 
for the purposes of height limit requirements except that when the area of 
the mezzanine is more than 50% of the area of the floor immediately below 
it, the mezzanine shall be considered a full story. 


Limitations in Use of Buildings for Hotels and Apartment Purposes. 
2626. New buildings shall not be higher than the limits specified in the 
following table: 
Wood frame construction .........-0+eeeeee 2 stories 
Wood frame construction provided with auto- 
matic sprinklers installed and maintained 
in accordance with N.F.P.A. Standards. 


COCR SETA rence ces vata eas eink wiaroas 3 stories 
Masonry wall and joist construction ......... 4 stories 
Masonry wall and joist construction in accord- 

Gnce WHE ZOed sect cass cack Shape hane es 6 stories 


Fire-resistive cotistruction .........e0eeee eee No limit 
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Existing buildings of frame construction shall conform with the above 
limits. Existing buildings of masonry wall and joist construction may be 
occupied for hotel and apartment purposes two stories higher than the above 
limits, providing the building is completely protected by automatic sprinklers 
installed and maintained in accordance with the requirements of the National 
Fire Protection Association. (See §14.) 

Note: This is based on §2015 and §2016. See Note following 

§2015 for explanation. 


2627. Masonry wall and joist construction buildings may exceed four 
stories, but not more than six stories in height only if in addition to compliance 
with all other requirements of this Code they comply with the following 
special requirements: 

(a) First floor shall be of fire-resistive construction unpierced by any 
openings except elevator or ventilator shafts completely enclosed with walls 
of fire-resistive construction with self-closing fire doors protecting all open- 
ings. Any stairs from basement or cellar shall lead to the outside of the 
building and not communicate with the first floor area. 

(b) Public halls shall be completely enclosed with floors, walls, and 
ceilings of fire-resistive construction with self-closing fire doors at all 
openings. 

(c) Each apartment shall have access to two independent exits remote 
from each other so arranged that to reach either exit it will not be necessary 
to pass through a public corridor or hallway serving the other. Exits shail 
be so located that it will not be necessary to travel more than 50 ft. from the 
door of any room or apartment to reach the nearest exit. 


Public Assembly and Other Occupancies. 


2628. All ballrooms, assembly or exhibition halls, and other spaces 
used for purposes of public assembly shall have exits in accordance with 
Section 25. Restaurants seating 200 or more persons or having a gross area 
of 8000 sq. ft. or more shall be treated as places of assembly. 


Example of Exit Calculation. 


2629. Asstime an unsprinklered fire-resistive hotel building 75 x 250 ft. 
on the first four stories, with a six story tower 75 ft. square. 

Exit units required for second, third and fourth floors, determined in 
accordance with §2621, will be 


75 x 250 
125 x 30 
= 5 


These units may be provided by one 2-unit stairway and one 3-unit 
stairway, but to meet the requirements of a maximum travel of 100 ft. to 
reach an exit and recommendation for the avoidance of dead ends (§2604) 
three 2-unit stairways will ordinarily be required. 

Assuming that a bank of two elevators serve the tower section, these 
may be taken as providing one of the two means of egress required, and 
therefore only one of the stairways will have to extend through the tower 
section, 

As not over half of the required exits may discharge through the main 
lobby (§2608) the stairway serving the tower section and one of the other 
stairways provide a path of travel to the outside of the building without 
passing through the lobby. The elevators, and one stairway serving the 
4-story section may discharge through the lobby. 

Assuming that the basement is used for barber shop, restaurant and 
other hotel purposes, §2622 will require exits similar to those for upper 


Number of units —= 
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floors, or three exits. Two of these must discharge direct to the outside of 
the building, and one may lead through the lobby. 
Street floor doors must be provided in accordance with §2623 as follows: 


(a) To serve stairs from upperchdere: c.0) 2s Se 6 units 
(b) To serve stairs from basement .............00cec0005. 6 units 
(c) To serve street floor area 

As per §2623 (c) — 75 x 250 4 units 


This calculation actually gives 4.15 units but the frac- 
tional part may be disregarded as doorways serving stairs 
from upper floors are in excess of minimum capacity and 
will take care of this fraction, 


Total 16 units 


This requirement may be met by using eight 40-in. doors or other equiva- 
lent arrangement. Eight units (four 40-in. doors) will be located where the 
stairs from upper floors and basement discharge to the outside of the build- 
ing. The other eight units serve the street floor area and the stairs and 
elevators discharging through the lobby. They must be so located that no 
part of the street floor is more than 100 ft. along the line of travel from 
an exit door. Where the area is divided into rooms this distance is to be 
measured from room doors to the outside exit doors, 


Boiler Rooms. 


2630. Rooms containing high pressure boilers, refrigerating machinery 
transformers or other service equipment subject to possible explosion 
should not be located directly under or adjacent to exits. All such rooms 
shall be effectively cut off from other parts of the building, and shall be 
provided with adequate vents to the outer air. 


Air Conditioning. 


2631. All air conditioning installations shall comply with the N.F.P.A. 
standards on this subject. (See §14.) 


EMERGENCY ORGANIZATION OF HOTEL EMPLOYEES, 


2651. The primary requisite of an effective emergency organization is 
intelligent leadership and continued interest and encouragement on the part 
of the management. 

All employees of hotels and other occupancies included in Section 26 
of this Code shall be instructed and drilled in the duties they are to perform 
in event of fire, panic, or other emergency, 

The exact nature of this emergency organization must of necessity be 
governed by such factors as the number of available employees, the structural 
conditions, the degree of compliance with this Code, and other elements 
pertinent to the individual situation, 

In order to be efficient, any such organization must depend upon :— 


A definite working plan. 

Competent leadership. 

Rigid discipline. 

Maintenance of necessary apparatus. 

A schedule of sufficient training under discipline with such 
apparatus. 


OOM > 
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In most instances, it will be found advisable to secure the cooperation 
of local fire department officials in developing and training such organization 
of employees. 


Emergency Duties, 


2652. No attempt is made here to prescribe the exact sequence of essen- 
tial duties in a fire emergency, as the logical procedure in one instance might 
conceivably become disastrous in another. Educated common sense should 
dictate the proper course to pursue in all cases. When man power permits, 
the simultaneous performance of the logical duties in any specific emergency 
will prevent loss of valuable time in meeting it. 

Upon discovery of fire, some or all of these duties will become imme- 
diately imperative, the number and sequence depending upon the exact sit- 
uation encountered— 


Alarm. 


Notify office. 
Notify private fire brigade. 
Notify public fire department. 


Guests. 


Warn guests or others who are or may become endangered. 

Assist occupants to safety, with special attention to aged, infirm, or 
otherwise incapacitated persons. 

Search rooms to be sure all occupants have escaped. 

Man all elevators (including those of automatic type) with competent 
operators. 


Extinguishment. 


Extinguish or control the fire, using available first aid equipment. 

Send messenger to meet public fire department upon arrival in order 
to direct latter to exact location of fire. (The public fire department 
is in full command upon arrival.) 


Special Equipment. 


Fire Pumps—stand by for instant operation. 

Ventilating Equipment—in case of dense smoke, stand by, operate under 
proper instructions, to clear area affected, 

Refrigerating Equipment—if machines are definitely endangered, shut 
them down and blow refrigerant to sewer or atmosphere to prevent 
explosion. 

Generators and Motors—protect against water damage with tarpaulins 
—shut down motors not needed—keep generators operating to fur- 
nish lights, elevator power, etc. 

Boilers—if necessary to abandon boiler room, extinguish or dump fire 
and lower steam pressure by blowing to sewer or atmosphere to 
prevent possible explosion. 


Drills. 


2653. Drills of the emergency organization should be held at frequent 
intervals, covering such points as the operation and maintenance of the avail- 
able first aid fire appliances, the testing of alarm devices, and a study of in- 
structions for emergency duties. It is recommended that emergencies be 
assumed to have arisen at various locations in the occupancy, in order to 
train employees in logical procedure. 


Section 27. 


OFFICE BUILDINGS. - 


2701. The fundamental principle of this section of the Code is to specify 
exits, construction and arrangement such as to avoid danger to life by fire, 
smoke or resulting panic. Property damage from fire is not the concern of 
this Code, although many of the requirements made for life safety will inci- 
dentally contribute toward fire safety for property. 

2702. This section does not go into details of stairway construction and 
other engineering standards but makes reference to the engineering standards 
sections of this Code for such features, covering here only features where 
variations from the general standards apply to buildings covered by this 
section. : 

2703. This Code gives minimum requirements in all cases; better con- 
struction should be used where circumstances permit. It applies to both new 
and existing buildings; for existing buildings certain modifications are 
specified. 

2704. The requirements for office buildings in this section of the Code are 
based upon the usual type of city office building with occupancy for office 
purposes and the attendant service facilities. Where office buildings are occu- 
pied in part for manufacturing, storage, mercantile, public assembly or other 
non-office purposes, other sections of this Code may be applied by the enforcing 
authority to the parts so occupied if eff ectively separated from office sections, 
Where there is no effective separation the requirements for the most hazardous 
occupancy should be applied. (See §2018 for mixed occupancies and §12 for 
changes in occupancy.) 


Number and Character of Exits. 


2710. Exits shall be so arranged that it will not be necessary to travel 
more than 150 ft. from the door of any room, or from any point in a building 
or section not divided into rooms, to reach the nearest exit. 

Exits should be as remote from each other as practicable. 

In non-fire-resistive buildings exits shall be so arranged that there are no 
pockets or dead ends in which occupants may be trapped. 

2711. Not less than two means of exit shall be provided on every floor, 
including basements, of every building or section. On the street floor at least 
one exit shall be a door leading directly outside the building and the other shall 
be such a door or a standard horizontal exit. On upper floors and basements, 
one exit shall be an inside stairway (or smokeproof tower) and the other or 
others shall be inside stairways (or smokeproof towers), or horizontal exits, 
or elevators under the conditions specified in §2720. 

Nore: The exits required by this rule may also be included as con- 
stituting a part of the required exit capacity specified by §§2730-2732 but 
in no case shall any other provision of this Code be construed as waiving 
this minimum requirement. 


2712. Exit capacity as specified by §§2730-2732 shall be secured by pro- 
viding standard egress facilities in accordance with the several sections of 
Part A applied and modified as follows (§§2713-2721) : 


STAIRWAYS. 

2713. Stairways shall be in accordance with Section 1. Stairs shall be 
Class A or Class B for new buildings and may be Class C for existing 
buildings, 
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2714. Where required stairways or other exits discharge through a main 
lobby or foyer, any rooms communicating with such lobby or foyer shall be 
cut off from the foyer or lobby by fire-resistive walls or partitions with auto- 
matic or self-closing fire doors or fixed wired glass windows protecting all 
openings, except that where such rooms are completely protected by automatic 
sprinklers installed and maintained in accordance with the standards of the 
National Fire Protection Association (see §14) separation by means of par- 
titions and doors of plain glass in metal frames may be accepted. 

No combustible occupancy shall be permitted in lobbies or foyers through 
which required stairways or other exits discharge except that cigar or news 
stands, or similar minor occupancies of low combustibility, may be permitted 
if such stands are protected by automatic sprinklers installed and maintained 
in accordance with the standards of the National Fire Protection Associa- 
tion (see $14). 


OutsivE Stairs. 

2715. Outside stairs or fire escapes are not permitted as required means 
of egress for new office buildings, but Class A or Class B outside stairs not 
exceeding six stories or 70 ft. in height constructed in accordance with Section 
2 may be accepted on existing buildings. Existing Class C outside stairs not 
exceeding 4 stories or 45 ft. in height may be accepted on existing buildings. 


Horizontat Exits. 
2716. Horizontal exists shall be in accordance with Section 4. 


Doors. 


2717. Doors shall be in accordance with Section 5. Revolving doors are 
permitted subject to the restrictions of §510 and §511. 


Nore: Section 5 permits revolving doors between street floor and 
street, but not at foot of stairs. Where stairs discharge through a main 
lobby or foyer, revolving doors may be used on the street exits from such 
lobby or foyer, provided that the adjacent swinging doors required by §511 
have sufficient units of width (see §504) to serve all required stairways 
discharging through the lobby. 


2718. Where stairs do not discharge through the lobby or foyer, and 
such lobby or foyer serves only as a means of access to elevators, revolving 
doors may be used without the provision of adjacent swinging doors. 


AISLES AND CORRIDORS. 
2719, Aisles and corridors shall be in accordance with Section 6. 


ELEVATORS. 


2720. Elevators, in banks of two or more, in accordance with Section 7 
may be accepted as one of the required means of egress in fire-resistive build- 
ings for floors not exceeding 6000 sq. ft. gross area. 


Sime Escapes. 


2721. Slide escapes (Section 9) shall not be accepted as required means 
of egress for office buildings. 


Alarms and Drills. 


2722. Alarm systems in accordance with Section 10 shall be installed in 
buildings having occupancy falling within the provisions of §1000. 
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2723. Fire exit drills of employees shall be in accordance with Section 11, 
in so far as applicable. 


Lighting and Signs. 


2724. All public spaces, hallways, stairways and other exits shall have 
signs and illumination in accordance with Section 12. Exitways shall be con- 
tinuously illuminated at all times when the building is occupied. 


Required Exits. 


2730. Exits in accordance with §§2713-2721, arranged in accordance 
with §§2710 and 2711, shall be provided in sufficient number and width to 
comply with the following: 


For buildings where the maximum occupancy is not over 1 person per 
100 sq. ft. gross floor area: 


Number Units Exit Width _ Gross Area per floor (sq. ft.) 
(one unit = 22 in.) ts 100 X 60 


(100 sq. ft. per person, divided by factor 60 as per §2013) 


For buildings where the maximum occupancy is over 1 person per 100 
sq. ft. gross floor area: 
Maximum Number Persons per Floor 


60 


Number Units Exit Width = 


2731. Basement Exirs. The basement (or “ground story’), if used 
for offices or other public occupancy, shall be treated the same as an upper 
story and exits provided accordingly. Basements occupied only by building 
employees and used only for storage, heating plants or other operating pur- 
poses, shall have exits sufficient to provide one unit of width (22 in.) for each 
18,000 sq. ft. of gross floor area, but not less than two exits as required by 
§2711, arranged to comply with §2710. 


2732. SrreeT Foor Doors shall be provided as follows: 


‘ (a) One unit of door width for each unit of required stairs from upper 
loors. 


Norte: See §110 for conditions under which width of street floor doors 
erie Mireur may be of less width than the stairways from which 
ey lead. 


(b) One additional unit of door width for each unit of required stairs 
from basement. 


(c) One additional unit of door width for each 10,000 sq. ft. of gross area 
of street floor, where entire street floor area communicates with the lobby or 
foyer. Where the lobby or foyer does not communicate with other parts of 
the street floor area, exits from the lobby or foyer need be sufficient only to 
comply with (a) and (b), and the balance of the street floor area shall be 
considered separately, with one unit of door width provided for each 10,000 
oy ir of gross area, but not less than two exits arranged as per §2710 and 


102 SECTION 27, OFFICE BUILDINGS 


Protection of, Vertical Openings. 


2740. All stairways, elevator shafts and other vertical openings, except 
as noted below, shall be protected by enclosures not less than the following: 
For new buildings—Enclosures Nos, 1, 2 or 3 (see §§135-144). 


For existing buildings—Enclosures Nos. 1, 2 or 3 are recommended but 
Nos. 4 or 5 may be used (see §§135-146). 


Exceptions: Existing buildings of fire-resistive construction, or protected 
by a complete automatic sprinkler system, not more than two stories in height. 


Ornamental stairs as permitted in §136. 


Limitations in Use of Buildings for Office Purposes. 


2741. New buildings shall not be higher than the limits specified in the 
following table: 


Wood frame construction 3 stories 

Masonry wall and joist construction 4 stories 
Where first floor is of fire-resistive construction, and 
basement, heating plants and other combustible sec- 

tions are effectively cut off 6 stories 

Heavy timber construction, with basement sprinklered 6 stories 

Fire-resistive construction No limit 


Existing buildings may be occupied for office purposes two stories higher 
than the above limits, providing the building is completely protected by 
automatic sprinklers installed and maintained in accordance with the require- 
ments of the National Fire Protection Association (see §14). 

Nore: This is based on §2015 and §2016. See Note following 

§2015 for explanation. 


2742. In all buildings over six stories in height, heater rooms and base- 
ments used for storage purposes or other combustible occupancy shall be cut 
off completely with no direct access from this part of the building or shall 
be protected by automatic sprinklers or other automatic apparatus approved 
for the purpose. 


Boiler Rooms. 


2743. Rooms containing high pressure boilers, refrigerating machinery 
transformers or other service equipment subject to possible explosion should 
not be located directly under or adjacent to exits. All such rooms shall be 
effectively cut off from other parts of the building, and shall be provided with 
adequate vents to the outer air. (See also §2741 and §2742.) 


Air Conditioning. 


~ 2744. All air conditioning installations shall comply with the N.F.P.A. 
standards on this subject. (See §14.) 


Prohibited Occupancies. 


2745. No hazardous occupancy having contents which are likely to burn 
with extreme rapidity or from which poisonous fumes or explosions are to be 
feared in the event of fire shall be permitted in an office building. 
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Department Stores . i i : - ‘ ; i. i ‘ . 68 

Distance to Exits BO ergs Mae cg ata iag Pe PORES NE a NUS eR Ut ul ae 
in Department Stores : A : ° f . ‘ a 6s 
in Factories BE Mer itigsuee atte sit Sit aie Aaa waa aE 
in Hospitals and jen oe ee 
in Hotels and Apartments . 3 y 4 ;. ‘ gaee 
in Office Buildings . Cia. 3 ‘ i 99 
in Places of Public Assembly Hacer a ua iaG homme Ne raaun ta: Cee MP re 1 
in Schools Ripe Uta tcaocka anne Carica oe Gam we Rite ON 

Doors Meese gor ai iy eae NER eae eNaMeR 
Department Store Sele pn ie han tet NaS crepe acely 69, 70 
Elevator é x ‘ Poke Seta ageey Raid . ,- 30 
Horizontal Exit Gomer araen at enous ak aag ee 
Hotel and Apartment . ; ; : ‘ 2 ‘ 94, 95 
Office Buildings 2 Higa eae hose eae sre 100, 101 
Outside Stair lena, amar onto RAP lita Ne ee 18, 20, 22 
Ramp a Fs A : . ‘ . “ : ‘ 
School ‘ ‘ paee sates 2 : - ‘ 62 001, 66 
Slide Escape ‘ : A ; e g ; c aie 
Stairway : . Sarai A 5 ; i é << 40 

Doorwavs. See Doors 

Dritls, Fire Exit IOs eee ‘ z : ccaeea : . 40 
in Department Stores = 5 pea ; ‘ : ep 369 
in Factories z pon ge aA ei ee ee eR 
in Hospitals and Institutions i z : : : i 46. 80 
in Hotels. x F ‘ i ; 97, 98 
in Industrial Establishments : : - : Paes - 4 
in Office Buildings . Goes sat ie aca oaRN eumigs ceagsioe ner OND 
in Places of Public Assembly Becta cess stale sie Seo 
in Schools ee 50, 67 


Duplicate Exits. See Two Ways of Escape : 


INDEX 105 


E 
| Elevators . ; sabes Seay oa E ; ‘ «80 
in Department Stores” A . ‘ ‘ : ‘ é . 69 
in Factories ‘ 3 : : j ; rem | | 
in Hospitals and Institutions Pee eee even aioe : : . 79 
in Hotels and Apartment Houses. ‘ ; ; : : 293 
in Office Buildings . ‘ Sta : j ‘ : . 100 
in Places of Public Assembly A : 5 iz : ; . 88 

Enclosures 

For Department Store meow ‘ ee any ci! : . 68 
Vertical eens. j : ‘ : ' i eee A!) 
Elevator - é < ‘ : : ‘ ‘i ‘ : eee | 
Escalator . ; z ae | 
for Factory Stairways "and Vertical Openings . REE ey | | 
for Hospital and Institution Stairways and Vertical Openings, 82, 83 
for Hotel and Apartment House Stairways and Vertical Openings 95 
for Office Building Stairways . ‘ ; = ‘ 100 
Outside Stair Pennie ueseh hae Pan “17, 20, 22 
for Places of Public Assembly, Stairways, etc. : : mals «5 
Ramp ‘ F i : % ‘ ; Ses 
in Schools, Stairways, etc, : acts j A y , 61, 66 
Slide Escape ‘ ‘ : x i 5 ‘ : . 34 
Stairway Tae OO . é pie : aoe aie see 
Escalators ‘ ‘ ; : ‘ , ‘ f Z Sanat 
in Department Stores” ‘ ‘4 s A Peers ; j «69 
in Factories ; aceite atipchet eo oee ria : . 44 
in Hospitals and Institutions peste ‘ ; ‘ 2 . 88 
in Places of Public Assembly . ee & - 8 


Escapes, Fire. See Outside Stairs and Slide Escapes 
Exits, Number Required. See Formula for Determining Required 


Exits. 
F 
Factories. Ree ; i é Rniae : ‘: ‘ ee fs 
Film, X-Ray Meg ae . Tey 
Motion Picture See Motion Picture 
Formula for Determining Relation of — to Exits. eases ee | 
Department Stores . . . Pamit eaeek : n sae 
Factories. BSN eS Rpg Sek ease ete OMS 
Hospitals and Institutions © F : F . é : } ee 0 
Hotels and Apartment Houses . Z F s i f 5 . 94 
Office Buildings . ‘ ‘ e ; ; pate oo MOE 
Places of Public Assembly: der hake ams ane sr ues Tt” 
Schools 2 PCE a pti anit: Sass eT Be ies ° 
G . 
General Requirements War eee eee eT PMC eae Sree is fol peas 
Gymnasiums i ‘| ‘: - ‘ ‘ A i : ‘ . 94 
School eebiels \aeiaee toner aac gearee SN en ey dee men <TR ss 
H 
Halls, Assembly SNe inh Boi Go ay hae . 84 
Hazard of Occupancy, Classification : 3 3 : ‘ : Pes 
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Height of Buildings . 3 = ; ‘ 
Department Stores : is 
Factories ‘ ; 
Hospitals and Institutions 
Hotels and Apartment Houses 
Office Buildings . 

Places of Public Assembly 


Schools 

History of Code 

Horizontal Exits : A 
in Department Stores : i, ‘ 
in Factories . : 


in Hospitals and ‘Tnstitutions 
in Hotels and Apartment Houses 
in Office Buildings . 
in Places of Public Assembly 
Hospitals 
Slide Escapes for, Width of 
to Serve One Floor Only 


Hotels 
é I 
Illumination. See Lighting 
Institutional oes act 
Introduction = . 
L 
Ladders, Prohibited as Exits . ‘ Sgrane 
fer Fire Department Use A 
Landings 
Escalator 
Ramp 
Stair 
Lighting 4 r sees : 
Department Stores ‘ A ‘ : ; 
Elevators 4 
Escalators 
Factories 
Horizontal Exits | z 
Hospitals and Institutions . 
Hotels and Apartment Houses 
Office Buildings - 
Outside Stairways : 
Places of Public Assembly 
Ramps . 
Schools ; 
Slide Escapes 
Stairways § ‘ * : : 
Lodge Halls z ‘ : ‘ . E 
M 


Mezzanine Floors in Department Stores 
in Hotels and Apartments . 
Motion Picture Equipment 
in Hospitals ‘ r 
Motion Picture Theatres 


New and Old Installations 


Occupancy Egress Requirements 

See also Hazard of Occupancy 
Office Buildings . ; : ‘ 
Openings, Wall 

Exposing Horizontal Exits 

for Horizontal Exits 4 ° ss 

Exposing Outside Stairs 

Exposing Slide Escapes . ; 

Exposing Smokeproof Towers . 
Opera Houses = : ‘ : 
Outside Stairs 

on Department Stores, Prohibited . 

on Factories ‘ : 

on Hospitals and Institutions 

on Hotels and Apartment Houses 

on Office Buildings . : 

on Places of Public Assembly 

on Schools, Existing 


Pp 
Painting of Outside Stairs 
Panic Hardware 3 2 ; 
Proscenium Walls 
R 
Railings 
Escalator 


Horizontal Exit Bridges and Balconies 
Outside Stair. ; 
Places of —— Assembly 
Ramp 
Stair 

Ramps 
in Department Stores | 
in Factories 
in Hospitals and Institutions 
in Places of Public Assembly 


in Schools. A 
References to Other Codes and i Regulations : 
Restaurants . a 
Revolving Doors ‘ ; ' ‘ 


in Department Stores 
in Factories, Prohibited 


in Hospitals and Institutions, Prohibited | 


in Office Buildings . 
in Places of Public Assembly, Prohibited 


s 


Sanitariums ? : 

Scenery 

Schools, General ‘Requirements 
Drills, Fire Exit 

Scope and Purpose 
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Seating, Places of Public Assembly 
Shafts. See Enclosures 
in Hospitals : ‘ 4 : : f ; 


in Schools 4 sf : - ‘ ; 7 i 
Signs ; : : - a . 

in Department Stores” See : P eae 

for Escalators . ‘ - ‘ ‘ ‘ 4 

in Factories és 5 ; : ; A 

for Horizontal Exits 4 - ; ‘ : . 


in Hospitals and Institutions . . . 
in Hotels and Apartment Houses 

in Office Buildings ; 

for Outside Stairs . 


on Places of Public Assembly oe oy 

for Ramps 4 ; ; ‘ ; ‘ A 

in Schools . “ ‘ i ; ; 

for Slide Escapes ; Si F : : 

for Stairways i ‘ x ; 
Skylights Above Stairway ‘Enclosures , ? ; 
Slide Escapes . ‘ ‘ " fe 

on Department Stores, Prohibited e i; ; ; 

on Factories a : - . : 

on Hospitals and Institutions; A 


on Hotels and Apartment Houses, Prohibited « 
on Office Buildings . 5 - 
on Places of Public Assembly F ; s < i 
on Schools, Existing Hisea a Rkaote ° 
Smokeproof Towers Ne RE e iE DERE RCO HR 
in Office Buildings . i 4 < ; : 
in Places of Public Assembly Re aoe # : 
See also Stairways 
Smoke Stops in School corridors . : ‘ A ; 
Spiral Chutes. See Slide Escapes 
Spiral Stairs ; : 
Hospitals and Institutions, Prohibited in A 
Outside Stairs, Prohibited : ; 5 ° 
Schools, Prohibited in f Ss - ‘ ; 
Sprinklers, Automatic 
Credit for, in General Egress on aebeses 
in Department Stores ; a ‘ ‘ 
in Factories x a A < 
in Hospitals and Institutions 
in Hotels and Apartment Houses 
in Places of Public Assembly . 5 
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in Schools ; ; 2 ; 
Stairways Ae pa eas 
Access to. See Access 
Department Store . = ; * - 
Enclosures for. See Enclosures 
Factory Me Ga ae oie 


Hospital and Institution :  : 3. 
Hotel and Apartment House. 
Number. See Formula and ides Ways of Escape 
Office Buildings . 
Outside. See Outside "Stairs 
Places of Public Assembly . ; : i ‘ 
School . 2 Pie pate 
Stores. See Department Stores 
Street Floor Exits. See Doors 
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Units of Exit Width ‘ 
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Waiting Space, Places of Public Assembly . . . eee ae 
Wall Openings. See Openings, Wall 

Winders, Stair. See Spiral Stairs 

Windows. See Doors and Openings 
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CROSBY - FISKE 


- FORSTER 


HANDBOOK 
OF FIRE PROTECTION 


Edited by Robert S. Moulton, Technical Secretary, N.F.P.A. 
Contributors included more than 100 men who are recognized 


authorities in the various branches of fire 


including chairmen 
committees. 


and Fire 
Protection. 


. Loss of Life by Fire. 


Fire Protection Organi- 
zations. 


. Laws and Regulations. 
. Common Hazards. 


Heating Appliances 
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» Gases and Internal 
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Spontaneous Heating 
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. Fire Causes by Occu- 
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. Retarding the Spread 
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. Fire-resistive Construc- 


tion. 
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Roofs and Roof Cover- 
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Timely — 


for Fire Defense 


CROSBY - FISKE - FORSTER 


HANDBOOK OF 
FIRE PROTECTION 


1308 pages 
699 illustrations 
191 tables 


Most timely is the appearance of the Ninth Edition, 1941, of this, the 
standard reference volume of the fire field. Since its first edition in 
1896, this handbook has been the place where between the covers of 
a single book could be found the essential information on fire preven- 
tion and fire protection—all that time has crystallized into good prac- 
tice. The revised and expanded text of the Ninth Edition brings this 
compilation of essential information up to date. It is not only a source 
of information for persons who have occasional need of its specialized 
guidance, but is in day to day use by experienced men in the field. 
Five thousand copies of the Ninth Edition sold in its first year testify 


to its usefulness. 
$ 4. -50 Post 
Paid 


NATIONAL FIRE PROTECTION ASSOCIATION 


INTERNATIONAL 
60 Batterymarch Street, Boston, Mass. 


N.F.P.A. FIRE RECORDS. 


The fire records listed below have been reprinted from the N.F.P.A. 
QuaRTERLY magazine in pamphlet form for convenient distribution. The 
actual fire experience in various occupancies presented by these fire records 
is invaluable in emphasizing the need of adequate exit facilities to prevent 
loss of life. Copies of these fire records may be obtained from the N.F.P.A, 
Executive Office, 60 Batterymarch St., Boston, at the cost listed below for 
each publication. (Discounts for quantities. ) 
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Church Fires. 

A statistical analysis of church fires, 
together with summaries of typical fires 
indicative of the principal causes of 
such fires. 20c 


Country Clubs, Fire Record of. 

A study of 147 typical country club 
fires reported to the N.F.P.A, showing 
the serious losses which may result in 
these properties. 20¢ 


Dwellings, Fire Record of. 


Greater loss of life and personal in- 
jury result from dwelling fires than 
from fires in any other class of prop- 
erty. In addition to losses reported in 
dollars, dwelling fires cause untold loss 
in the disruption of homes and the de- 
struction of irreplaceable personal pos- 
sessions. This record includes statisti- 
cal studies of factors responsible for 
dwelling fire losses, 20c 


Dwellings, Explosions in. 

Many serious accidents have resulted 
from explosions in dwellings. This rec- 
ord describes various typical dwelling 
explosions grouped according to the 
causes of the explosions. 20c 


Fire-resistive Building Fires. 

Here is a discussion of fires in build- 
ings of fire-resistive construction based 
on a record of over 3400 such fires com- 
piled by the N.F.P.A, Department of 
Fire Record. Photographs and stories 
of the principal large loss fires in fire- 
resistive buildings. 15c 


Home Dry Cleaning Fires. 


In this record the results of various 
local surveys are divided into six groups, 
according to cause of fire, and are 
analyzed with brief summaries of typi- 
cal fires in each group. 15c 


Hotel and. Apartment Fires. 

The gravity of the responsibility 
resting upon those who offer food and 
lodging to the traveling public is made 
evident by the losses of life and prop- 
erty indicated by the fire record of 
hotels. This record embraces a total 
of 1290 typical fires and includes both 
year-round and seasonal hotels and 
apartments. 35c 


1000 School Fires. 

A record of 1000 school fires reported 
to the N.F.P.A. A full discussion of 
the major school disasters, supple- 
mented by details of loss of life in 
school fires, statistical data as to losses, 
causes and other factors, and_ brief 
summaries of typical fires, showing the 
value of drills, automatic sprinklers, 
fire-resistive construction, etc, 35c 


Theatre Fires. 


Data assembled by the N.F.P.A. De- 
partment of Fire Record indicate that 
there have been approximately 12,000 
lives lost in theatre fires since 1797. 
Typical loss of life fires together with 
accounts of the major theatre disasters 
form part of this record. Detailed sta- 
tistical data covering 863 fires reported 
to the N.F.P.A. are included. 25c 
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OTHER BOOKS 


Published by the National Fire Protection Association 


National Fire Codes 
for Extinguishing and Alarm Equipment 
1943, 672 pages, cloth bound, illus., 6 x 9 in., $3.00 


National Fire Codes 
for Prevention of Dust Explosions 
1942, 160 pages, illus., 6 x 9 in., $1.00 


National Fire Codes 
for Flammable Liquids and Gases 
1938, 360 pages, illus., 6 x 9 in., $1.50 


Training Manual for Auxiliary Firemen 
1942, 406 pages, illus., 51/4 x 756 in., $1.50 


Industrial Fire Brigades 
A Training Manual 


1943, 184 pages, illus., 8!/2 x II in., $1.50 
Fire Protection Engineering 
1943, 196 pages, cloth bound, illus., 6 x 9 in., $2.00 


NATIONAL FIRE PROTECTION ASSOCIATION 


INTERNATIONAL 


60 Batterymarch Street, Boston, Mass. 
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A Non-PROFIT TECHNICAL AND Er 614.848N214B ial 
**To promote the science and improve the met, BUILDING EXITS 


American Institate of Architects. _ 

American Institute of Electrical Engineers. ‘ 

Air Conditioning and Refrigerating Machinery Association. 
ican Association of Port Authorities, 

American Boiler and Affiliated Industries. 

American Gas Association, 

American Management Association. 

American Marine Insurance Syndicates, 

American Petroleum Institute. 
ican Transit Association, 

American Trucking Associations, Inc. 

American Water Works Association. — 

American Wood-Preservers Association. 

Arizona Equitable Rating Office. 

Arkansas Fire Prevention Bureau. 

Asbestos Cement Products Association. 

Asphalt Roofing Industry Bureau. 

Associated Factory Mutual Fire Insurance Co’s., 
Inspection Department. i 
Associated Lumber Mutual Fire Insurance Companies. 

Associated Reciprocal Exchanges. 
Association of Cansdian Fire Marshals, £ 
Association of Edison Y sba ange Companies. 
Association of Fire Underwriters of Baltimore City. 
Association of Mill and Elevator Mutual Insurance 
panies. " 

Association of Mutual Fire Insurance Engineers, 
Board of Fire Underwriters of the Pacific, 
Board of Fire Underwriters of Hawaii. 
Board of Underwriters of New York. 
Boston Board of Fire Underwriters, Inc. _ 
British Columbia Underwriters Association 
Bureau of Explosives. : 
Canadian Automatic Sprinkler Association, 
Canadian Manufacturers’ Association, 
Canadian Underwriters’ Association. 
Cast Iron Pipe Research Association. 
Central Station Fire Protection Association, 
Central Traction and ae Bureau, 
Chemical Fire Extinguisher Association, Inc, 
Chlorine Institute, Inc, 
Clay Products, Association. Sr 

pressed Gas Manufacturers’ Association. 
Cook County Inspection Bureau. 
Cotton Insurance Association. i 
Dominion Board of Insurance Underwriters. 
Eastern Underwriters Association, 
Eastern Underwriters Inspection Bureau, 
Edison Electric Institute, _ 
Factory Insurance Association. 
Factory Mutual Laboratories. ; 
Federation of Mutual Fire Insurance Companies. 
Fire Insurance Rating Bureau (Wis.). 
Fire Protection and Insurance Section of Association of 

American Railroads, 
Fire Underwriters Inspection Bureau (Minn., N. D., S$. D.). 
Idaho Surveying and Rating Bureau. 
Illinois Inspection Bureau. 
Improved Risk Mutuals. 

Indiana Inspection Bureau. 
Institute of Makers of Explosives. 
Insurance Association of Providence. 
International Acetylene Association. 
International Association of Electrical Inspectors, 
International Association of Fire Fighters. 
International Brotherhood of Electrical Workers, 
Towa Insurance Service Bureau. 
Kansas Inspection Bureau. 
Kentucky Actuarial Bureau. 


More Than Six thousand Associate Members 
Executive Office, 60 Batterymarch Street, Boston, Mass., U.S.A. 


National Fire Protection Association — 


INTERNATION 4® 


Organization | 
L 


‘Underwriters’ Rating Board. 


UNIVERSITY OF ILLINOIS-URBANA 


001 
ED$BOST 


Muu 


i 
Loticsena nau anu rire rrevention Bureau, 
Manufacturing Chemists’ Association of the United States. 
Michigan Inspection Bureau, 
Middle Department Rating Association, 
Mississippi State Rating Bureau. 
Missouri Inspection Bureau. 
Motion Picture Producers and Distributors of America, Inc. 
Motor Fire Apparatus Manufacturers’ Association, Inc. 
Mountain States Inspection Bureau. 
Mutual Fire Inspection Bureau of New England. 
Mutual Fire Insurance Association of New England. 
National Association of Air Filter Manufacturers, 
National Association of Credit Men. 
National Association of Dyers and Cleaners. 
National Association of Engine and Boat Manufacturers, Inc. 
National Association of Fan Manufacturers, 
National Association of Insurance Agents. 
National Association of Mutual Insurance Companies, 
National Automatic Sprinkler Association. 
Nationa! Board of Fire Underwriters, 
National Bureau for Industrial Protection. 
National Clean Up‘and Paint Up Campaign Bureau. 
National Electrica! Contractors Association, 
National Electrical Manufacturers’ Association, 
National Lightning Protection Association. 
National Lumber Manufacturers’ Association. 
National Metalclad Door Association 
National Paint, Varnish and Lacquer Association, Inc, 
National Warm Air Heating and Air Conditioning 

Association, 
Nebraska Inspection Bureau. 
New Brunswick Board of Underwriters. 
New England Fire Insurance Rating Association. 
Newfoundland Board of Fire Underwriters, 
New Hampshire Board of Underwriters. 
New Jersey Schedule Rating Office, 
New York Board of Fire Underwriters, 
New York Fire Insurance Rating Organization, 
Nova Scotia Board of Tnsareace tincatwricms, 
Ohio Inspection Bureau. 
Oil Burner Institute, Inc. 
Oil Insurance Association, 
Oklahoma Inspection Bureau. 
Oregon Insurance Rating Bureau. 
Pacific Coast Building Officials’ Conference, 
Pacific Factory Insurance Association, 
Railroad Insurance Association. 
Red Cedar Shingle Bureau. 
Safe Manufacturers National Association. 
Society of Motion Picture Engineers. 
South-Eastern Underwriters’ Association, 
led Leakage Conference, 

‘ennessee Inspection Bureau. 
Terminal Elevator Grain Merchants’ Association. 
Texas Board of Insurance Commissioners. 
Texas Inspection Bureau. 
Underwriters’ Association of the District of Columbia, 
Underwriters’ Laboratories, Inc, 


Underwriters Service Association. 

United States Conference of Mayors. 
Virginia Insurance Rating Bureau. 
Washington Surveying and Rating Bureau, 
Western Actuarial Bureau (Fire). 

Western Canada Insurance Underwriters’ Association. 
Western Factory Insurance Association. 
Western Sprinkled Risk Association, 

Western Underwriters Association. 

West Virginia Fire Underwriters’ Association, 
West Virginia Inspection Bureau. 


